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PREFACE TO VOLUME IE 

This volume forms a companion to, and is, in fact, a continua- 
tion of Volume I. There is no definite point of division betweefe 
the two volumes and this treatise was divided into two sections 
solely to make it less cumbersome and more convenient for 
reference. 

The treatments of many of the subjects are new and some of 
the formulae have never previously been published. Like Vol- 
mne I, this book is founded on experience and accepted practice, 
and is in no wise an academic treatise. 

The fundamentals of electric circuits, discussed from a physical 
instead of a mathematical standpoint, have been included after 
careful consideration, in the belief and expectation that this 
portion of the text will be useful and convenient for engineers 
who already understand the principles of electrical circuits and 
alternating ciu-rents. The author is glad to be enabled to 
include Mr. H. B. Dwight's chart for the solution of transmis- 
sion line problems, as it constitutes an admirable method of 
quick computation and saves both time and labor. 

With the generally accepted practice of using steel towers 
for transmission lines, the author is compelled to take issue. 
The economical reasons for supporting transmission lines on 
wood or concrete poles in preference to steel towers seem clear and 
imescapable. That the short discussion on this subject will 
turn the tide of conventional design from a practice which seems 
almost universal, is not to be expected and, undoubtedly, the use 
of steel towers will still continue. For the use of such engineers 
as prefer conventionality to economy, a complete discussion of 
steel towers is included. 

Much labor has been expended in an attempt to make all 
mathematical discussions clear and simple. Wherever equations 
are given, the significance of the symbols used will be f bimd in 
close proximity to the equation. 

In the preparation of this book, the author has received 
valuable assistance from several sources for which he takes 
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pleasure in expressing his appreciation. To Dr. A. S. Chessin, 
who read the manuscript and has made important suggestions 
and criticisms, the author is particularly indebted. 

Also, the assistance of Mr. F. G. Switzer, who furnished much 
of the material for the chapters on Generators and Transformers, 
and of Mr. J. B. Shelby, who supplied many of the data for the 
chapter on Switchboards, is hens acknowledged. Certain of 
the manufacturing companies have supplied many helpful data 
and cuts, and their names are mentioned in the text in connection 
with the descriptions of their apparatus and devices. 

Lamab Lyndon. 

Naw York, 
September, 1916. 
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HYDRO-ELECTRIC POWER 

VOLUME II 

CHAPTER I 

ALTERNATING-CURRENT GENERATORS 

The form of alternating-current generator now in general use 
is the revolving-field type. This machine consists of a revolving- 
field member and a stationary armature. 

The revolving-field member, or "rotor," is a cast-steel spider 
on the periphery of which are a number of equally spaced, radially 
projecting poles. The number of poles depends on the speed at 
which the machine is to run and the frequency of the system. 
Thus, the product of the number of poles and the revolutions 
per minute, of the rotor is equal to 120 times the frequency in 
cycles per second. 
Also, if p = number of poles. 

p = » for 60-cycle machines. 

^ r.p.m. ^ 

V = > for 25-cycle machines. 

^ r.p.m. ^ 

r.p.m. = ; for 60-cycle machines. 

r.p.m. = > for 25-cycle machines. 

An 18-pole, 60-cycle generator, therefore, runs at 400 r.p.m. 

On machines of comparatively small diameter, the poles are 
cast integral with the spider or hub. Large-diameter machines 
may have a cast-iron or cast-steel spider with a cast-steel rim, 
separate poles being bolted or dovetailed onto the rim. On 
each of the poles is a winding consisting of strip copper wound 
on edge. In making these coils the copper is first bent to shape, 
and then each turn is insulated from the next with treated paper 
or other thin insulating fabric. The whole coil is insulated from 

1 



2 ELECTRICAL EQUIPMENT AND TRANSMISSION 

the pole on which it is placed, with heavy paper or other fibrous 
material, or mica. All of the windings are connected in serieB, 
and the two final ends of the windings are connected to collector 
rings mounted on the generator shaft. The field current, or 
exciting current, is lead to the rotor through these collector 
rings on which brushes rest. The brushes are held in place by 
suitable brush rigging mounted either on the pedestal or on some 



independent foundation. The brushes are usually made of 
carbon. The brush rigging should be of rigid construction and 
the number of brushes per collector ring such that if one brush 
does not make contact or is for any reason removed, the other 
brushes will carry the total current without serious overheating. 
The conductivity of brushes will vary so much with their com- 
position that no general statement can be made in regard to the 
carrying capacity. 
Ipirect current ia used for excitation. The usual voltage of 
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the direct-current exciting circuit is 125 volts, although 250 
volts is also common and standard. It is better to proportion 
the coils for 125-volt excitation since it is possible to design a 
cooler rotor winding, or one capable of carrying overloads at 
low power factor for this lower voltage. Fig. 1 shows a com- 
plete rotor. 

The rotor and stator are separated by a short clearance called 
the air gap. 

The armature, or "stator," consists of a cast-iron frame 
carrying a soft-steel core, with its windings and protecting 



Fia. 2. — Portion of stator partly wound . 

shields. The frame is nothing more than a support for the 
stator. The core is made up of thin laminations of punched 
steel securely fastened in the frame. The armature coils are 
placed in slots in the inner periphery of the core. Each coil is 
made of insulated copper wire, or strip, wound on a simple form, 
stretched to the proper shape, and before being placed in the 
slots, is insulated with treated paper, treated cotton, or other 
fibrous material, the whole thoroughly soaked with a good 
insulating varnish and baked until dry. In some machines 
where a high temperature is to be expected, asbestos is used in 
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the insulation. On coils for extra high voltage, the insulation is 
of mica. The coils are held in the slots by slot wedges of wood, 
fiber, iron, or steel, which are placed in grooves in the inner 
edges of the teeth. Fig. 2 shows a portion of a stator core, 
partially wound. Fig. 3 shows a completely assembled ma- 
chine. The shields are merely a protection to the windings, 
preventing injury from external sources, as well as preventing 
the attendants coming into contact with the windings. They 
also serve to direct the ventilating air which cools the machine. 
Fig. 4 shows the end and side elevations of a machine, sectioned 
to show the parts. 



FiQ. 3. — Revolving field generator. 

The choice of generator voltage depends somewhat on the 
transmission-line volt^e. Up to about 13,000 volts, the gen- 
erators may be connected directly to the line without the inter- 
position of transformers. The capacity of a generator wound 
for a volt^e of 13,000 volts is, perhaps, 30 to 40 per cent, lower 
than the same machine wound for 2300 volts maximum. This 
is due to the fact that more insulation is necessary for the higher 
voltage, and the space that this insulation takes is utilized in the 
lower-volt^e machine for active steel or copper. When it is 
possible to choose a voltage lower than that of the transmission 
line, other considerations point to one or another of several 
standard voltages. Standard generator voltages are 240, 480, 
600, and 2300 volts. 6600-volt machines are usually con- 
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6 ELECTRICAL EQUIPMENT AND TRANSMISSION 

sidered semi-standard since the full machine rating can not be 
obtained. With low voltage, such as 480 volts, the current to 
be handled for any considerable amount of generator capacity 
would necessitate large and expensive cable connections from 
' the generator to the switchboard as well as expensive high- 
capacity switching apparatus. On the other hand, high voltage 
will necessitate extra expense for insulation and switching 
apparatus for higher voltage. It is always a compromise be- 
tween high voltage and large current capacity and must be 
I decided individually in each case. In general, voltages above 
6600 should be produced by transformers. 

It must be imderstood that there is a distinction between 
"generator capacity" and "power." The reason for this is that 
the generator must be made large enough to deliver both the 
rated voltage and current, whereas, the power is the product of 
these two and the power factor. Generators are, therefore, 
rated in kilovolt-amperes (kv.a.), not in kilowatts (kw.). The 
power factor is also usually stated, since it requires a more 
liberally designed machine to deliver a given kv.a. at a lower 
power factor. The power factor is determined by the nature 
of the load and by the electrical constants of the transmission 
line. When the load is largely from synchronous motors, the 
power factor may be kept at any desired value. When the 
load is principally suppUed to induction motors, the power 
factor of the load is less than imity, unless some correction is 
made by the use of synchronous condensers (see Chap. X). The 
power factor of induction motors will vary with their size and 
speed. A large, high-speed induction motor may have a power 
factor as high as 92 to 95 per cent., whereas a small, low-speed 
machine may have a power factor as low as 50 or 60 per cent. 
For example, a 60-cycle induction motor rated at 300 hp., running 
at 100 r.p.m., will have a power factor of not more than 40 per 
cent. A machine of 1000 hp., running at a speed of 514 r.p.m., 
would have a power factor of, perhaps, 96 per cent. For the 
same horsepower and speed, 25-cycle induction motors have 
better power factors than those for 60 cycles. 

Since most of the transmission-line systems are three-phase, 
most of the generators are likewise three-phase. As explained 
elsewhere, three-phase distribution is most economical of copper. 

Of all the high-voltage transmission systems of any size, 
more than half operate at 60 cycles. In this country there are 



ALTERNATING-CURRENT GENERATORS 7 

a few at 50 cycles, and some at 25 cycles and odd frequencies. 
The factors which determine the choice of frequency are: 

(a) Cost. 

(6) Service. 

(c) Water wheel. 

(d) Regulation of transmission line. 

(e) Natural frequency of transmission line. 

Owing to the interdependence of all of these factors, the 
order in which they are placed must not be taken as an indica- 
tion of the order of importance. What is the determining factor 
for one system may be of no importance in a second case. 

The cost of 60-cycle generators is usually sUghtly lower than 
that of 25-cycle generators for the same output and speed. 
The cost of transformers is, also, considerably lower for the 
higher frequency. 

The use to which power is put is not now so important » a 
factor as it has been in the past. For Ughting, any frequency 
below 30 cycles is not satisfactory, since the flicker in the Ught 
at lower frequency is noticeable to the eye; 50 and 60 cycles are 
the predominating frequencies where Ughting is a large part of 
the load. When the service demands direct current, and rotary 
converters are used for the change from alternating to direct 
current, 25 cycles is sUghtly better, but 60-cycle rotary converters 
are now extensively used. 

The operating speed of a water wheel is determined, within 
a limited range, by the»head and capacity and the frequency is 
at times, limited by the wheel speed. This was, no doubt, the 
predominating factor in the selection of 25 cycles for the Keokuk 
plant. The low head of 32 ft. and the large units, 10,000 hp., 
made necessary a very low speed, namely 57.7 r.p.m. If 60 
cycles had been chosen, the generators would have had 124 
poles, necessitating an extremely large diameter for this rating. 
Where vertical units are used, large diameter of generator rotor 
necessitates excessive cost for bearings and extra strength of 
rotor spider to carry the weight of the poles at the great radius. 
A moderate or high head plant is better adapted to 60-cycle 
generators, since the higher speed of the water wheels might make 
25-cycle generators impossible because of the small number of 
poles, small diameter, and great length. 

The voltage regulation of the transmission Une is not an 
important factor. While the regulation of a 25-cycle line is 
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8 ELECTRICAL EQUIPMENT AND TRANSMISSION 

better than that of a 60-cycle Une, it is a rare case when close 
regulation is an essential feature of a transmission line, par- 
ticularly if the capacity is large. By the use of voltage regu- 
lators at the power house, or synchronous condensers at the 
receiving end, it is possible to maintain normal voltage at the 
receiving end of the line very closely, over any range of load. If 
very fine regulation is necessary, as for lighting, it is usually 
better practice to install a motor-generator set of small capacity 
for this load alone and use direct current with a short line and 
automatic regulators at the generator. Another alternative is 
the use of feeder voltage regulators which may be installed 
locally at the point where good voltage regulation is necessary. 

The frequency selected should not be of such a value that any 
of the higher harmonics of importance will give resonance with 
the natural frequency of the line. (See Chap. XX.) 

|The runaway speed of a water wheel is nearly double the 
normal speed. All generators which are driven by water-wheels 
should, therefore, be mechanically strong enough to momentarily 
withstand twice normal speed. This is a safeguard in case the 
water-wheel governors should fail. Rimaway speeds are nearly 
always attained when the governors are being adjusted for the 
first time*! 

The cross-section of the copper in the coils of the generator 
is determined by the current which has to be carried. About 
1500 to 2500 amp. per square inch are allowable, depending 
on the cooling facilities of the machi&e. The flux densities 
in the teeth of the core should not be over 100,000 lines per 
square inch, and in the core, back of the slots, it should not 
exceed 70,000 lines per square inch. These values are for 
60-cycle generators; 25-cycle generators usually have densities 
slightly above these values. 

{Ample space should be provided for proper ventilation. The 
windage of the rotor is usually sufficient for cooling purposes, 
but, where desirable, fans may be added to the rotor to im- 
^ prove the ventilatioA;^ The core is usually divided into a 
number of sections with radial air spaces between adjacent sec- 
tions, the width of each section not exceeding 3 to 4 in. The air 
passes through these ducts, cooling both the coils and the core. 
The coil ends are cooled by properly directing the air against 
them by means of the end shields. In case the machines are 
very long, measured axially, forced ventilation is resorted to. 
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In this event, the machine is fully enclosed, and the air is forced 
through the proper channels by fans. 

As indicated in the last paragraph, the losses of the generator 
manifest themselves in the form of heat. In the coupled type 
of machine, where the bearings are furnished by the generator 
manufacturer, the losses taken into consideration in the state- 
ment of guarantees for efficiency are: 

(a) Friction of the bearings and windage. 

(6) Core loss. 

(c) Copper loss of both stator and rotor. 

In certain cases, stray load losses are also included. These 
losses are due to distortion of the flux paths, increasing the 
core loss, and the resulting imequal distribution of the current 
in the conductors increases the stator copper loss. 

Testing. — Since all testing is most readily done at the manu- 
facturer's plant, it will be assumed that the facilities there exist- 
ing, are obtainable. The various losses are determined as follows : 
The windage and bearing friction may be determined by driving 
the machine by a motor whose losses are known. The input to 
the motor, corrected for its losses, is then the loss of the machine 
under test. A compromise, which is frequently adopted for 
altemating-cmrent generators, is to run the machine as a syn- 
chronous motor carrying no external load. The input to the 
motor, corrected for the no-load core loss at the test voltage, is 
a close measure of the windage and bearing friction. The 
machine must be excited to such a degree that it will draw a 
current at 100 per cent, power factor. 

The core loss is determined in a manner similar to that used 
for windage and friction and may be made a part of that test. 
In determining the windage and bearing friction, the field of 
the generator is unexcited, whereas to determine its core loss 
the field is excited to such a value as to obtain a voltage equal 
to the rated voltage of the machine at the generator terminals. 
This is not a true method of determining the core loss under load 
but, inasmuch as there is no satisfactory method of finding the 
exact loss, this is adopted as a sufficiently accurate substitute. 

The copper losses of both the stator and rotor are determined 
from the measured resistance of the windings and the current 
they are each to carry. Due correction must be made for the 
rise in temperature during actual operation. It is generally, 
roughly assumed that the resistance will be about 15 per cent. 
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greater than the resistance at 25°C. (the usual air temperature 
upon which guarantees are based). This allows a rise of 40**C. 
The field current is regulated by a resistance. The losses 
in this rheostat are sometimes included but not usually. In 
case they are included, the rotor copper loss should be computed 
as the product of the nominal excitation voltage and the rotor 
current. 

The stray load losses are measured with the same apparatus 
as is used for the determination of core loss. The stator is short- 
circuited and the rotor is excited to give full-load current in 
the short-circuited stator windings. The input to the driving 
motor is found and corrected for the motor losses. The input 
to the machine under test is made up of the stator copper loss 
and the stray load losses. By deducting from this quantity the 
copper loss, figured from the measured resistances, the stray 
load losses are obtained. Of course, the windage and bearing 
friction must be also deducted. 

Knowing the losses which are to be included in the computa- 
tion of efficiency, the efficiency is found as the ratio of the 
rated output of the machine, in kilowatts, to this output plus the 
losses. The field current required for full load may be found 
from the saturation curves of the machine, which are explained 
in the succeeding paragraph. 

In addition to efficiency guarantees, manufacturers also 
state the regulation and the temperature rise. Inasmuch as 
the regulation is dependent on the power factor of the load, the 
power factor is always stated when giving regulation guarantees. 
The regulation may be found from the results of three tests, 
namely, the open-circuit saturation curve, the short-circuit 
saturation curve, and the full-load, zero power-factor curve. 
The short-circuit saturation curve is not necessary, but serves to 
define the zero power-factor curve, when taken as explained here. 
The open-circuit saturation curve is usually taken at the same 
time that core loss is found. Tests are made of the machine 
running at normal speed and with varying degrees of field excita- 
tion. The corresponding voltage for each amount of excitation 
is measured. A curve is then plotted with terminal voltages 
as ordinates, and field currents as absicssse, as in Fig. 5. The 
short-circuit saturation curve is obtained at the same time that 
the stray losses are determined. The results are plotted with 
short-circuit stator current as ordinates and field current as 
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abscissae, as in Fig. 5. The zero power-factor saturation curve 
may be very closely obtained by running the machine as an 
over-excited synchronous motor, drawing full-load current with 
no mechanical output. This test is made by appl3dng different 
voltages to the stator terminals and adjusting the field current 
for each voltage applied so that full-load current is drawn by the 
stator. From the readings a curve is plotted, with voltages as 
ordinates and field currents as abscissae. This test should not 
be extended below half voltage because the windage and bearing 
friction will raise the power factor at low voltage. |The beginning 
of the zero power factor curve is found as the value of field 
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current required to circulate full-load stator current in the short- 
circuit test. The zero power-factor saturation curve, as obtained 
in this way, is also plotted in Fig. 5. To obtain the saturatioM 
curve at any other power factor an empirical method is employed. 
The results are very close to those actually obtained. On a base 
line EFy Fig. 6, lay off a distance EC equal to the IR drop in the 
stator windings at full-load current, to the same scale as used for 
the saturation curves. Draw the line CB at such an angle, </», 
with the base line that cos 4> is the power factor desired, and of 
such a length that CB is the value of the terminal voltage at zero 
power factor for the value of field current required. From E 
draw a perpendicular to the base line of such a length that EA 
shall equal the internal drop from no-load to full-load zero 
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power factor. (This value is the distance CA on the saturation 
curve, Fig. 5.) From A as a center swing an arc with radius equal 
to the open-circuit voltage AB. The distance CB, to scale, will 
be the voltage of the machine at the specified power factor and 
is plotted on the saturation curve as DB. This process is to be 
repeated for several values of field current until sufficient points 
have been obtained to draw a curve. The point at which this 
power-factor saturation curve cuts the normal voltage will give 
the field current necessary to carry full load at the specified power 
factor. In most machines the IR drop is negligible, except at 
power factors above 90 per cent. Below 90 per cent, power 
factor the distance EC may be neglected. 




Fig. 6. — Graphical computation of generator saturation curve. 



The regulation of the machine is defined as being the ratio of 
the rise in voltage, when full load is thrown ofif, to the normal 
voltage, and, in the saturation curve, is found to be the ratio of 
NP to MN. It will now be readily seen that the lower the power 
factor the worse the regulation becomes. 

The temperature rise is measured by thermometers. On all 
stationary parts, such as the core and stator windings, thermome- 
ters may be placed and observed during the progress of the 
heating test. When these thermometers have attained a 
constant temperature it may be assumed that the whole machine 
has reached its ultimate temperature. The machine is then shut 
down, and thermometers are placed on such parts of the revolving 
elcQient as may be desirable, such as the field coils and collector 
rings. It will be found that the thermometers on the stationary 
member wiH rise slightly after shutdown, even thou^ they have 
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been constant before that time. The highest recorded tem- 
perature, either running or immediately upon shutdown, is to 
be considered the actual temperature of the machine. The 
temperature rise may be found as the difference between the 
maximimi thermometer reading on the machine and the average 
of several thermometers used to record the temperature of the 
surrounding air. In the case of fully enclosed machines, holes 
are sometimes drilled in the frame to permit the placing of 
thermometers. The temperature rise should, in this case, be 
taken above the temperature of the air entering the air inlets. 
The usual guarantee given on alternating-current generators is 
40°C. rise above surrounding air for both the stator and rotor 
at full-load kv.a. and at 80 per cent, power factor for continuous 
operation. On 25 per cent, overload for 2 hr., immediately 
following continuous full-load operation, a temperature rise of 
55°C. on the stator and rotor is usual for 80 per cent, power- 
factor operation. At unity power factor (100 pet cent.) the 
stator temperatures will be the same because the actual current 
delivered is the same, but the rotor will be from 5°C. to 10°C. 
cooler because less field exciting current is required to maintain 
the voltage in the latter case, than in the former. On the basis 
of a room temperature of 25°C., the actual temperature at the 
end of the overload heat test will be not higher than 80°C. 
(176°F.). For the usual types of insulation this allows a margin 
of about 15°C. below the maximum allowable temperature which 
the insulation will withstand without injury. It will be evident 
that it is impossible to measure the temperature at the hottest 
part of the machine. If the margin of 15°C. is adhered to, it 
may be safely assumed that no part of the machine will be above 
95°C. If the generator is to operate in a climate where the room- 
temperature is Ukely to be greater than 25°C., it is good practice 
to specify generators with a temperature rise of 35°C. on con- 
tinuous full load. 

There is a tendency among engineers to call for what is termed 
a "maximum rating'' of generators. This rating is the maxi- 
mum continuous load which the generator will deliver with a 
temperature rise of 50° C, no allowance being made for any 
overload capacity. This "maximum rating" has not yet been 
universally adopted. 

The present tendency is to call for machines with poor regu- 
lation. The short-circuit current of such a generator is lower 
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than that of a machine with good regulation. Hence, if a short- 
circuit should occur on the line, the excess current drawn from 
a machine having poor regulation, would be less than that from 
one having good regulation, and the former machine would be less 
liable to damage. In order to further limit the rush of current 
on short-circuit, external "current-limiting reactances" are 
sometimes used. At present, the regulation guarantees usually 
given, are around 10 per cent, at unity power-factor load and 
20 per cent, at 80 per cent, power-factor load. 

All windings are tested for dielectric strength at the works 
of the manufacturer. Stator windings are tested between 
the winding and the core at a voltage equal to twice the rated 
terminal voltage, plus 1000 volts. Thus, a 2200-volt generator 
should be tested at 5400 volts. The field windings of a gen- 
erator are usually tested at 1500 volts to ground, regardless of 
the excitation voltage, although the A. I. E. E. rules require ten 
times excitation voltage. If the machine is to be used as a 
synchronous motor and is to be started with the field winding 
short circuited, the test voltage is the same as when used as a 
generator. When started with the fields open-circuited, the usual 
test voltage is 5000 volts for an excitation voltage not in excess 
of 250 volts. These test voltages are never to be appUed by 
slowly raising the voltage to the required value, but by switching 
the test voltage from normal operating voltage to the maximum 
test voltage, then holding it at that point for a period of one 
minute and then reducing it to normal. Such tests are not 
approved by manufacturers, but since any surges that may 
come on the machine windings in practice are suddenly appUed, 
a high-voltage test should be appUed in the same way. 

Exciters. — Small direct-current generators, called exciters, 
furnish energy to the fields of the large generators. As men- 
tioned before, the voltage of the exciters is usually 125 volts 
and sometimes 250 volts. There are four general methods by 
which the exciters are driven. These are: 

(a) Belted to the generator (see Fig. 7). 

(6) Direct-connected to the generator (see Fig. 8). 

(c) Driven by an auxiliary water wheel. 

(d) Driven by an alternating-current motor. 

The first method is the most frequently used for small units. 
The exciter is usually made large enough to supply energy to two 
alternators. In case of breakdown, temporary wiring may be 
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installed so that the exciter of some other machine can supply 
current to the one having the disabled exciter, one exciter eupply- 



Fia. 7. — Geoerator with belted exciter. 

. ing then two generators. The speed of the exciter, when belt- 
, driven, may be higher than that of the main generator, so that the 



I. Fia. 8. — Generator with direct-connected exciter. 

f exciter may be comparatively small. A belt-driven exciter is, 
therefore, smaller than one of the same capacity directly con- 



\ 
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I nected to the shaft of the generator. The belted exciter may 
' take valuable space in a power house and can not be used where 
the building space is limited. In spite of the larger size of the 
direct-connected exciter, it takes up less room, since it is moimted 
on a short extension of the base, or on a bracket. The space 
1 for the belt is thus eliminated. The cost of the larger machine 
may be excessive, unless the speed of the generator is sufficiently 
high to make possible a reasonable design. The direct-con- 

) nected exciter is best adapted to large generators where con- 
siderable exciting energy is required. There is one objection to 
both of these methods of driving exciters which may become 
serious under conditions of badly fluctuating load on the generator. 
The speed of the exciter is directly dependent upon the speed of 
the generator to which it is connected. Under variable load, 
the speed of the generator will vary above or below normal, 
for short instants, while the water-wheel governor is acting to 
take care of the change in load. Suppose, for example, that 
a generator is carrying a load near normal. A large part of 
this load is suddenly dropped oflf. The water wheel and gen- 
erator tend to speed up before the water supply can be cut down. 
The speed of the exciter also, increases. The voltage of the 
generator is directly proportional to the speed, as is also the 
voltage of the exciter. When the voltage of the exciter rises, 
the generator excitation is also increased, and, consequently, 
the voltage of the generator increases doubly with speed change. 
The effect is thus cumulative. Unless some form of automatic 
voltage regulator is used, this abnormal rise of voltage may 
cause trouble to the users of power on the transmission line. 

The fourth method of drive, namely, by motor, is also open 
to this objection since alternating-current motors run at a speed 
which is proportional to the speed of the generator. 

• In order to eliminate this trouble, in part at least, the exciter 
may be driven by an auxiliary water wheel. Water wheels in 
such small sizes as are necessary for excitation purposes (only 
a few per cent, of the rating of the generator) are usually in- 
efficient. Where the loss of water is serious, this method is 
not to be recommended. 

In order to derive the benefit of a direct-connected exciter 
from the standpoint of space economy and, at the same time, 

t to use a small exciter run at a comparatively high speed, motor- 
driven exciters are used. A further benefit may be derived from 
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the use of a synchronous motor to drive the exciter. This motor 
can be used to raise the power factor of the generators in the 
same way that a synchronous condenser may be used at the re- 
ceiving end of the line. If this method is the one adopted, it is 
• necessary to supply at least one exciter driven by one of the 
Vother three methods. Since the motor takes energy from the 
/generator, and the generator can not deliver energy imtil the 
\ fields are excited, a separate exciter must be used to jstart the 
plant. This is usually a small machine belted to one of the gen- 
erators, or a small water-wheel driven set, capable of supplying 
excitation to one generator for a short time only. In such an 







Fig. 9. — Connections for generator fields supplied from single exciter circuit. 

installation the method of starting is as follows. One of the 
main generators and the small auxiliary exciter are started. The 
field of this generator is excited from the auxiliary exciter which 
has been connected to the exciting mains or busbars. The 
motor-driven exciters are then started and the exciters them- 
selves connected in parallel with the auxiliary. The auxiliary 
may then be disconnected from the exciting circuit and shut 
down. 

)In some cases, storage batteries are used instead of a water- 
wheel auxiliary. The batteries are charged slowly from the 
regular exciters to prepare them for the next time when a start 
is necessary. The storage batteries may be used as an emergency 
source of excitation in case of breakdown of one or more exciters. 
A simple diagram of connections for use when several gen- 
erators are to be excited in parallel from a common exciting 
busbar is shown in Fig. 9. Belt-driven and direct-connected 
exciters are usually not so operated. Each one is connected 

2 
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permanently to its own generator field only, and regulation is 
obtained by use of the exciter-field regulator instead of by 
generator-field regulator, which latter may be omitted. This 
method saves losses in the generator field regulator, which are 
much larger than the losses in the exciter-field regulator, and a 
further saving wiU be made in the switchboard. If desirable, 
connections may be made to exciting busbars to provide inter- 
connection of exciters, should one exciter break down. 



CHAPTER II 

TRANSFORMERS 

General. — Since it is impracticable to generate very high 
potentials in a revolving machine — 13,000 volts being the high- 
est known in practice — it is necessary to use transformers to 
raise the generated voltage to a pressure at which it is economical 
to transmit the energy. Since transformers have no moving 
parts, the conductors may be readily insulated for any desired 
voltage. Transformers are now in successful operation for 
pressures as high as 150,000 volts. 

The essential parts of a transformer consist of a steel core, and 
coils of insulated copper wire, or strip, encircling the vertical 
legs of the core, as shown in Fig. 10. The core is built up of 
thin steel laminations, bolted together. The bolts are insulated 
from the laminations so that eddy currents may not pass over 
them from the laminations. Owing to stray magnetic fields, 
small voltages are induced in the steel core which cause large 
currents to flow in a solid piece of steel. These currents are 
materially reduced by laminating the core, thereby reducing the 
losses in the core. 

The windings consist of two elements, a primary and a second- 
ary, well insulated from each other. The voltage of the gen- 
erators is impressed upon the one, while the other is connected 
to the transmission line. The ratio of the primary to the 
secondary voltages is the same as the ratio of the number of 
turns connected in series in the primary winding to the number 
of turns connected in series in the secondary winding. 

The transformer is usually placed in a steel tank filled with oil 
in which the core and the windings are submerged. The con- 
nections are made to the windings through insulating bushings or 
terminals extending through the cover. 

Transformers may be of two types, shell and core, and each 
type divided into four general classes: 

1. Oil-insulated, self-cooled. 

2. Oil-insulated, water-cooled. 

19 
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3. Oil-influlated, Belf-cooled with external radiators. 

4. Air-insulated, air-cooled (called air-blast type). 

• Core and Shell Types. — The difference between the shell and 
core types may be moat easily understood by referring to Figs. 
10 and 11. Here it is seen that the core type consists ofonc 



Fia. 10. — Core-type transfonner. 

magnetic circuit, or link, and two electric circuits, or links. The 
shell type, on the other hand, consists of two magnetic circuits 
and one electric circuit. There is a variation of the shell type 
which is called the cruciform type. This consists of four mag- 
netic circuits and one electric circuit. This last type is sightly 




Fia. 11. — Shell-type transformer. 

more economical of steel than the other two kinds because the 
mean length of path of the magnetic circuit is somewhat less 
than that of the usual shell type of the same capacity. The 
manufacturing costs are, however, shghtly greater, practically 
oEEeetting the saving of material. There is very Uttle actual 
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difference in cost between any of the three types. A further 
characteristic may be noted. The core-type construction has a 
long length of path in the steel and a short path in the winding. 
The shell type is the reverse, having short iron paths and a long 
mean length of turn of the coils. The former is what might be 
termed an iron transformer, the latter a copper transformer. 
The tendency would naturally be to have the greater losses in 
that material which predominates, but the proportions may be 
altered to give any desired division of losses. 

For small, low-voltage (6600 volts or below) distributing 
transformers, in capacities up to 50 or 100 kv.a., the shell type, 
or cruciform type, is desirable. Some manufacturing concerns 
make both shell and core types, supplying either as requested. 
There is very little choice between them, there being, perhaps, 
slight differences in. cost, losses, and floor space. For power 
transformers, the core type is gradually replacing the shell type, 
except in the case of air-blast transformers. In this latter 
instance it is much more simple to use the shell type, as air cool- 
ing of transformers would be rather difficult with the core-type 
construction. The core-type construction is desirable for \ 
power transformers because it can be more readily and rapidly \ 
repaired. The shell-type transformer is usually made so that i 
the core consists of but two pieces, the center leg and the outside 
yoke. In order to repaii* a damaged coil it is necessary to dis- 
mantle the core, a job which is best handled at the manufacturer's 
plant where special tools are available for such work. In small 
sizes this feature is not of much importance because of ease of 
transportation to the repair shop. The core-type construction 
is made with the core in four pieces, the two vertical legs and the 
two horizontal yokes. To remove the coils it is only necessary 
to take off the top yoke. This is usually held on with long studs, 
extending from channel irons below the lower yoke to similar 
channel irons above the upper yoke. 

For high voltages the core type is usually preferred. Since 
the winding is divided into two sections, one on either leg, the 
number of coils may be made greater for a given height of trans- 
former without reducing the size of a single coil to such a dimen- 
sion as will make it mechanically weak. The number of coils 
is fixed, within Umits, by the voltage, it being usual to allow 
1500 to 3000 volts per section. A further consideration, 
which, however, is more apt to influence the size of conductor 
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used, limits the voltage between adjacent conductors to less 
than 500 volts, these values being approximate. In many in- 
stances it might be advisable to exceed these values, the insula- 
tion being graded accordingly. 

Oil Insulation. — ^A small percentage of the transformers in use is 
air-insulated, but for voltages in excess of 33,000 all transformers 
are oil-insulated. The tank is entirely filled with a good insulat- 
ing oil and the transformer is immersed in it. The. oil circulates 
freely over the core and through the windings. There should 
be provided ample oil ducts between the different parts of the 
windings in order to insure free circulation of oil. Since the oil 
serves as an insulator as well as a cooling medium, the clear- 
ances between windings is further influenced by the voltage, 
this usually being the determining factor. 

Oil-insulated transformers, in sizes up to about 500 kv.a., 
may be self-cooled. The tanks are made of corrugated sheet 
steel. The corrugations give increased radiating surface, thus 
giving better cooling facilities than a smooth tank. The heat 
generated in the core and windings of the transformer is con- 
' ducted away from them by the oil, the oil in turn being cooled by 
contact with the walls of the tank. The oil circulates naturally, 
i due to the difference in density of the hot oil near the windings 
and the cooler oil near the tank walls. The transformers must 
be so located that air may freely circulate over the outside tank 
surface. Special attention should be given to the ventilation 
of buildings in which transformers are to be installed. A re- 
volving machine will produce its own air circulation by windage 
of the revolving element, whereas a transformer is cooled by 
radiation and convection only. 

Water Cooling. — When the capacity is above 500 kv.a., some 
external method of cooling must be used. If water is available, 
this may be used for the purpose. Coils of water pipe are 
immersed in the top of the oil, and cold water, which absorbs the 
heat from the adjacent hot oil, is forced through the pipe. The 
warm water is usually discarded. Before the adoption of the 
external radiator type of transformer, when water could not be 
unnecessarily wasted, the warm water was frequently cooled 
in a manner similar to that used for cooling the condenser water 
in a steam plant. The cooling coils are made of seamless wrought 
iron, except in such cases where the water, because of its chemical 
contents, is liable to cause corrosion. Seamless copper or brass 
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tube is then used. All piping must be absolutely water-tight, 
since a very small percentage of water in transformer oil will 
cause the oil to lose its insulating properties. Such piping is 
usually tested at 250 lb. per square inch, hydraulic pressure. 

Several methods are employed in order that attendants may 
note whether water is flowing through the cooling coils. In 
one, the water coming from the transformer is emptied into a 
discharge basin, the outlets from the transformer being cut off 
a short distance above the basin. When water is flowing, the 
stream is visible as it falls into the basin. Another arrangement 
is that of an alarm bell which rings when the water supply is 
cut off. The apparatus is very simple and is shown diagram- 
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Fig. 12. — Cooling-water alarm. 



matically in Fig. 12. A flap valve A is held up against gravity 
by the flowing water. As soon as the water supply is cut off, 
the flap drops onto an insulated contact button B, closing a 
low-voltage circuit through a battery and a gong, or other alarm 
signal. 

Impurities in cooling water will tend to form a hard scale on 
the inside surfaces of the cooUng coils. In time this scale will 
become thick enough to seriously interfere with the heat transfer 
from the hot oil to the water. If it should be noticed that a 
water-cooled transformer is running hotter than it should, and 
the supply of water is normal, the pipes should be cleaned. A 
chemical examination of the scale or water will indicate the 
remedy. A weak solution of a reagent which will attack the 
scale should be run into the coils and allowed to stand for a 
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time, though not long enough to injure the pipes. It should then 

be flushed out. If serious trouble is to be expected in this 

respect, water-cooled apparatus is not to be recommended unless 

the cost of water purification is low. At the present time, self- 

I cooled transformers can be purchased for any desired rating 

land, while more expensive than the water-cooled for the same 

I capacity, may be enough cheaper in upkeep to warrant the 

additional investment. 

The amoimt of water to be used in water-cooled apparatus is 
dependent solely on the losses in the transformer. It is usual to 
allow about }i gal. per minute, per kilowatt loss. Thus, a 1000- 
kv.a. transformer with a full-load eflSiciency of 98 per cent, will 
require about 6^ gal. of water per minute, since the loss is 2 per 
cent, of the rating, or 20 kw. Since 1 kw. will raise the tem- 
perature of 3.8 gal. of water 1**C. per minute, the above rule 
considers a difference in temperature between incoming and 
outgoing water of approximately 11.4**C. 

When water is not plentiful and can not be spared for cooling 
purposes, the external-radiator type of transformer is used. 
The transformer and tank are the same as for the water-cooled 
type, except that the cooUng coils are omitted. Radiators are 
moimted external to the tank, in another room if desirable, 
and connected to the transformer tank by piping. The arrange- 
ment must be such that the difference in density of the cooler 
and hot oil will cause the oil to flow down the radiators, into the 
tank at the bottom, up through the windings, and into the top 
of the radiators. The radiators are made of pressed steel similar 
to those used for heating buildings. 

I Air Cooling. — ^In distributing substations, particularly where 
the maximum voltage is 33,000 volts or below, air cooled trans- 
formers may be used if conditions make them preferable. The 
bottoms and tops of the tanks, or more properly, cases, are 
open. The case is placed over an opening in the floor which 
connects with a supply of air f lunished by a blower at a pressure 
fof from 1 in. to -2 in. <rf mercxuy. The air is forced into the 
ibottom of the case, up through the windings, and out of the top 
Vof the case. The substation must be arranged so that this warm 
air may freely circulate and leave at the top of the building. 
In winter, of course, the warm air may be used to heat the 
substation. Air which is to be forced through transformers 
must be thoroughly cleaned, washed and dried in order that 
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no particles of foreign matter naay get into the windings and 
cause breakdown. The amount of air required is determined 
in the same way as water supply for the water-cooled trans- 
former. About 150 cu. ft. of air per minute is usually allowed 
per kilowatt loss on the basis of atmospheric pressure. This is 
figured from the heat capacity of air in the same way as for 
water cooling. 1 kw. will raise the temperature of 1650 cu. ft. 
of air, at atmospheric pressure, i°C. per minute. For the example 
in the paragraph under water-cooled apparatus it would be 
necessary to allow about 3000 cu. ft. of air per minute, and 
the temperature rise of the air in passing through the trans- 
former would be about 11°C. 

Coils. — ^Transformer coils are made in a variety of ways. 
Small transformers usually have both the primary and second- 
ary coils wound together, concentrically. On a winding form of 
the proper shape, a layer of insulation is first placed. This may 
be heavy pressboard or micarta. Since this first layer is to be 
next to the iron core, it must be 
heavy enough to withstand abra- ( gX^O OOOOCXS) 

sion ^ it is sUpped over the core. ^^^ i3.-Layer insulation. 
In the use of micarta, or other 

formed insulation, the material must be moulded to shape in 
its manufacture, since it is a rigid solid tube. Between each two 
layers of the winding a layer of thin pressboard or horn fiber is 
placed, its thickness depending on the maximiun voltage dif- 
ference between any two conductors of the two adjacent layers. 
This layer insulation is usually shaped as shown in Fig. 13. 
This method gives insulation on the ends of the coil. The first 
layer of the winding is started on such a piece of folded fibrous 
material. In small transformers of comparatively low voltages, 
insulation between adjacent turns may consist of a double 
cotton covering on the wire, or an enamel insulation with one 
cotton covering. End turns, or the turns which will be con- 
nected to the transmission line from which voltage surges may 
come, are usually extra insulated by placing a cord or other 
insulating material between them. Windings made of strip 
copper may be insulated between turns with a wrapping on the 
conductors of Unen tape or other fibrous insulation. The folded 
ends of the layer insulation are designed to take up the same 
thickness as the wire, so that the coil will build up to the same 
thickness throughout. In small distributing transformers where 
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the low-tension voltage is not more than 550 voltSi it is usual to 
wind half the low-tension winding first. Insulation, consisting 
of combinations of the insulations before mentioned with mica 
and varnished cambric, is then wound aroimd this portion of the 
coil, the amount depending on the test which is to be applied 
in order to prove the insulation between high- and low-tension 
windings. The high-tension coil is then wound on.' Insulation 
is appUed in the same way as for the high-tension coil. The 
remainder of the low-tension coil is next wound on. Outside of 
this is a layer of thin fibrous material held on by a wrapping 
of cotton tape. The procedure here outlined is not used for 
voltages much above 2200 volts. If the transformer is of the 
shell type, one such coil is used; if of the core type, two such 
coils. For small sizes, where the completed transformer core 
and coils can be put into so-called "compounding tanks," the 
next step is to assemble the core and coils. The transformer is 
then further insulated by what is called "vacuum impregnation." 
It is placed in a compounding tank and the air drawn oflf by 
means of a vacuum pump, a high vacuum being maintained for 
a few hours. At the same time the tank is heated in order to 
drive oflf any moisture present. This removes all the air and 
moisture from the coils. Air is a poor conductor of heat, and, in 
order to improve the heat conduction from the center of the coil 
to its outside surface, the air is removed, and the crevices are 
afterwards filled up with an insulating compound. At ordinary 
temperatures, this compound is soUd, but at a temperature of ap- 
proximately 95°C. (200°F.) it becomes soft, and at a slightly higher 
temperature it is fluid. The transition from solid to fluid is 
gradual. The compound is heated to about 110°C. (230°F.) 
and pumped into the compounding tank which is surrounded 
with steam coils to keep the compound fluid while it is finding 
its way into the transformer coils. After 4 hours or more 
the compound is drawn back into the storage tank and the 
transformers are allowed to drain off surplus compound. The 
transformers are then ready for assembly. The leads are at- 
tached, the superstructure and terminal boards are added 
and the transformer is placed in its tank. The tank is filled 
with oil and the transformer is ready for testing. The com- 
pound must be oil-resisting since it is to be placed in an oil-filled 
receptacle. 
For transformers which are too large for the compounding 
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tanks, the coils are impregnated alone before assembly on the 
core. Wooden frames are built around the coils so that the 
surfaces which are to fit snugly against other parts may not 
be heavily coated with compound. These forms retain the 
coils in the proper shape, when heating tends to distort them. 
The coilB are then assembled on the core and completed as 
described. 



Fig. 14. — ^Core-type tranfltormer^partially removed from case. 

High-Tolt^e coils are built up in sections. As stated, the 
voltage lai^ely determines the number of sections. Each 
separate section is wound and compounded in a manner similar 
to that before outlined. They are then assembled as shown 
in Fig. 14. It will be noticed that there is a small space allowed 
between adjacent coils. Small wooden or fibrous blocks are put 
in to separate the coils, which separation provides both an insula- 
ting space and an oil duct for cooling purposes. 
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Small lighting transformers have the low-tension winding in 
two parts, and between these two parts is placed the high-tension 
winding. The purpose of this is to improve regulation. This 
is possible only for comparatively low voltages, not much above 
6600 volts maximum. For higher voltages, the low tension is 
first wound on complete and the high-tension winding is put 
outside, in sections. The regulation of this arrangement is not 
80 good as that of the former. 



Fig. 16. — Tranatormer coil. Low tension; space insulation. 

Power transformers are at present designed for high reactance 
in order to limit the inrush of current on short-circuit. This 
point is discussed- in the chapter on "Generators." It is due to 
the arrangement of coils that the regulation of high-voltage 
apparatus is not so good as low-voltage apparatus of the same 
capacity. 

For voltages between 2200 and 6600, when the high- 
tension coil is between two sections of the low tension, it is 
usual to wind the high tension in sections in a way s imil ar 
to that used for higher-volt^e transformers except that the 
sections are not spaced apart, but wound close together, and 
separated only by the folded paper used as layer insulation. 
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When the low-tension voltage of larger transformers is low 
enough for the turns of the coil to be formed into a single-layer 
winding, the coils are sometimes wound as shown in Fig. 15. 
The copper strips are not insulated at all, but have a wrap- 
ping of tape to hold together several conductors in parallel, and 
each tiu*n is separated from the next by several blocks of some 
insulating material. This type of coil has excellent cooling 
facilities. All sides of every tiu*n are directly exposed to the 
cooling medium and are not covered up with insulation, which 
is not as good a heat conductor as the metal. This coil is also 
economical from the standpoint of both labor and material, for 
the same effective heating. The cooling medium is depended 
on for insulation between turns. 

The air-cooled transformer has a distinctive type of coil 
construction. The transformer is usually assembled in such a 
way that the core forms a part of the case. The air passes up 
through the coils and "windows" of the core. The coils are 
the kind known as '^ pancake" coils, the name originating from 
its flat shape. The spacing between coils must be ample for both 
cooUng and insulation. 

Current and Flux Densities. — ^A few notes on general design 
may be of interest. The copper cross-section necessary for a 
conductor is determined by the current it is to carry. The 
current density wiU vary with the type of construction, the cool- 
ing facilities being the determining factor. Water-cooled 
transformers have current densities of from 1500 to 1400 amp. 
per square inch; self-cooled transformers from 1300 to 1200 amp. 
per square inch, and air-cooled, from 1000 to 900 amp. per square 
inch. These values will vary with the particular design and are 
approximate only. Many designs are outside of these Umits. 
The losses in each winding are equal to the effective resistance of 
that winding multiplied by the square of the current flowing in 
the winding, or PR. 

The flux density used in the core will depend on the frequency 
and, hence, on the core loss and the exciting current. For 60- 
cycle apparatus the core loss, and consequent heating, is the 
factor which limits the flux density to not more than 90,000 
lines per square inch. For 25-cycle apparatus a higher density 
is permissible. For the same flux density the core loss is lower 
for 25 cycles than for 60 cycles, the iron loss being proportional 
to the frequency. The exciting current, however, does not vary 
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with the frequency. This is the limiting factor for 25-cycle 
transformers. The exciting current should not exceed 10 or 
15 per cent, of the rated full-load current. In order to limit 
the exciting current, the flux density is not allowed to go above 
100,000 lines per square inch for 25-cycle transformers. All of 
the foregoing figures are averages for the usual rational designs 
of power transformers. 

The best grades of silicon steel are used for 60-cycle trans- 
formers. The chief reason for its use is low core loss. 25- 
cycle apparatus does not need as good a quality of steel as 60- 
cycle apparatus, principally because the core loss is not as large 
for the same flux density. In some cases carbon steel is used 
.for 25-cycle transformers. The thickness of the steel lamina- 
tions will vary from 0.010 in. to 0.025 in., depending on the 
allowable core loss. Core loss is made up of two distinct parts, 
one due to hysteresis loss and the other due to eddy currents in 
the steel. The hysteresis loss per unit volimie of steel varies 
directly with the frequency and with the 1.6 power of the 
maximum flux density. The eddy-current loss varies directly 
with the square of each of the following: lamination, thickness, 
frequency, and maximum flux density. It is generally, roughly 
assimied that the total core loss varies with the 1.8 power of the 
maximum flux density and with the 1.4 power of the frequency, 
these values including all the losses mentioned. Designers use 
exact figures from curves plotted from tests of samples of the 
particular kind of steel they expect to use. All of the steels 
now used are "non-ageing,'' that is, the core loss does not in- 
crease with time. 

Mechanical Details. — Clearance distances between windings, 
and between windings and core, are determined, almost solely, 
by insulation requirements. Oil ducts in oil-filled transformers 
are never smaller than about 3^ in. measured in any direction. 
There must be ample clearance from all parts of the transformer 
to the tank in order to provide for proper oil circulation. This 
clearance should not be less than 3 to 4 in. The quantity of 
oil is determined by the tank size. Enough oil is allowed to 
cover the terminal boards by at least 2 in., and more for high 
voltages. Assuming that the manufacturer has a standard tank 
which will just allow a given transformer to go in with the 
proper side clearances, the height of the tank is determined by 
the total losses of the transformer. For a rise in the oil of 35**C. 



TRANSFORMERS 31 

(63^F.)9 it is usual to allow from 4 to 8 sq. in. of tank surface 
per watt loss. Transformers which are cooled by water, or air, 
radiate heat from the tank walls in addition to transferring 
heat to the cooUng medium. This radiation is usually small 
compared with the total and may be neglected in most cases. 

Since the heat generated in a transformer comes from the 
core and windings, it is evident that there must be some differ- 
ence in temperature between these parts and the oil. The only 
part in which the temperature is important is the winding. 
The difference in temperature between the oil and the windings 
will depend on the insulation on the coils. Bare coils, as some- 
times used for low voltages, may be not more than 2°C. above 
the oil temperature. The usual type of insulated windings 
which have been carefully vacuimi-treated and impregnated 
should not rise more than 5^C. above the hottest oil. Par- 
ticular cases may be foimd where there is a difference in 
temperature rise between the oil and windings of as much as 
lO^C. This is due to a thicker insulation on the windings than 
is usual. 

Terminals. — One very important feature of every high- 
voltage transformer is the terminals. It is through the terminals 
that the connections are made to the windings inside the case. 
The connections may be made either with a soUd copper rod 
which forms the center of the terminal, or a lead may be 
passed through a hollow tube upon which the terminal is built. 
For voltages above 6600 volts, all terminals are in the top 
of the tank, extending through the cover. Below this voltage 
they may be put in pockets designed in the tank itself or in 
pockets, projecting downward at an angle with the vertical, 
which .are formed in the rim casting, above the tank walls. 
Such construction is used for installation in manholes or out 
of doors where the cover is subjected to extreme dampness or 
precipitation and where there is not enough head room to 
permit terminals in the cover. 

Up to about 6600 volts, a simple porcelain bushing is the only 
insulation that is required around the lead. For voltages up 
to 11,000 volts, the wire passing through the porcelain bush- 
ing should be well insulated. In some instances, an inside 
porcelain tube is used instead of insulation on the lead. In 
such a case the inside tube should be long enough to prevent 
creepage or flashover. Above 11,000 volts, a built-up terminal 
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is generally used. The lead is thoroughly insulated by suc- 
cessive layers of fibrous material, the thickness of insulation 
depending on the service voltage. This lead is cemented into a 
porcelain bushing in the tank cover. 

Where the voltage is of the order of 50,000 volts or above, 
some special type of terminal is necessary. The electrostatic 
stresses induced by the high voltages will unduly strain the 
inside layers of a built-up insulator. The stress on the outside 
layers will be very much less than on the first layers, and this 
will become of extreme importance as soon as the insulation 
thickness becomes heavy enough for 50,000-volt service. There 
are two general classes of high-voltage terminals now used; 
the condenser type, and the porcelain shell filled with liquid or 
soUd insulating material. 

The condenser-type terminal is built up of alternate layers 
of insulation and thin metal until the proper number of layers 
has been appUed. The metal layers form equipotential surfaces 
which will distribute the potential between the terminal and the 
cover (ground) in direct proportion to the insulation strength of 
the* material used, provided the thickness of the layers of insula- 
tion and the lengths of each layer are correctly proportioned. 
Each layer of insulation with its metal layers on either side acts as 
a condenser, the completed terminal consisting of a niunber of 
condensers in series, distributing the potential between them- 
selves in proportion to their relative capacities. The design 
must be such that the potential between any two successive 
layers is in proportion to the insulation strength between them. 
This may be accomplished either by applying layers of a thick- 
ness varying logarithmically, the lengths of each layer varying 
in an arithmetical proportion, or else the thicknesses of all 
layers may be the same, with the lengths of successive layers 
varjdng logarithmically. In some cases, the finished terminal 
built in this manner is all that is required. In other cases, when 
it is desirable to make the terminal shorter than would be re- 
quired by the above method, a piece of thin sheet metal, in the 
form of a flattened surface of revolution, Uke the upper bell of 
an insulator, is placed on top of the terminal, the conductor 
passing through its center. This be)l adds to the dielectric 
strength of the terminal by allowing a more uniform distribu- 
tion of the electrostatic field. With the conducting bell, the 
field intensity at the end of each layer is very much reduced. 
This results in a more uniform dielectric stress on the insulating 
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materials. In addition to the conducting bell, there is some- 
times added a shell of insulating material of uniform diameter. 
The space between the condenser and the outer shell is filled 
with insulating compound which is hard at normal temperatures. 
This compound has a high dielectric strength and increases the 
flashover voltage and resistance to creepage between successive 
layers of conducting material of the condenser at tlie ends of the 
layers. For outdoor service, the condenser is supported by, and 
carried in, a porcelain shell made up of a number of petticoat 
insulators cemented together and made waterproof. These 
insulators have holes pierced through their centers through which 
the terminals pass. They are assembled one above the other, to 
make a long, petticoated tube. This group takes the place of 
the tube in the case of the indoor type and increases the creepage 
distance from terminal to ground. The increased creepage 
distance is necessary during rainstorms when the insulator is 
wet. The space between the condenser and the porcelain is 
filled with a solid insulating compound in the same way as for the 
indoor type. Condenser-type terminals should be installed so 
that all of the metallic layers dip into the oil inside the tank. 
This allows the designer to shorten the terminal on the lower end. 
For a given service voltage, the dimensions of a condenser- 
type terminal are subject to wide variations. They may be made 
high and of small diameter, in which case, the conducting bell at 
the top may be left off. The other extreme is the short terminal 
of large diameter with a large conducting bell at the top. The 
choice between these two extremes, aside from cost, is a ques- 
tion of available space. With plenty of head room, the 
first extreme is perhaps the simplest. With limited head 
room, the shorter terminal must be resorted to. Since the 
terminals must be spaced far enough apart to prevent flashover 
between them, a large conducting bell will necessitate a large 
tank cover in order to allow sufi&cient clearance between 
terminals. 

The second type of terminal for high voltage is made of a 
central hollow tube or conductor around which is placed a series 
of porcelain petticoats in much the same way as for the outdoor 
type of condenser terminal. The difference between the two is 
the difference in relative proportions of the series of petticoats. 
The condenser type usually has all of the petticoats of the same 
diameter, while the insulation-fiilled type has the petticoats of 
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gradually increasing diameter as they proceed downward frona 
the terminal to the case. All joints between petticoats and 
between petticoats and the central conductor, are made oil tight. 
The terminal is filled with oil or solid insulating compoimd. 
In this coimtry, the oil-filled terminal seems to be preferred. 
Abroad, the compoimd-filled terminal is largely used. There 
may be two or three metallic surfaces built in with the porcelain 
insulators. They serve the same purpose as the metallic layers 
of the condenser terminal. The oil-filled terminal has the ad- 
vantage of instant repair of a breakdown through the terminal, 
and cooler operation due to the circulation of the oil. All 
terminals for high-voltage transformers will heat slightly, owing 
to dielectric hysteresis loss. The chief disadvantage of the oil- 
filled terminal is the necessity of frequent inspection to see 
that it is properly filled with oil. At the top of each terminal is 
pla^ced a small glass section in which the oil level may be ob- 
served. Any leak in the terminal will cause breakdown as soon 
as the oil drains out. The condenser terminal, or the terminal 
with solid insulation, places all weak points in series, as the 
equipotential surfaces pass entirely around the terminal. 

Extreme care must be used in manufacture of any high- voltage 
apparatus in order to insure good workmanship and the use of 
none but the best materials. All contracts for high-voltage 
terminals should contain clauses regarding testing. The large 
manufacturers now have standard tests which include the meas- 
urement of flashover voltage and the maximum voltage without 
the appearance of corona, on a few of a lot, and certain routine 
tests on partially completed units. For outdoor service the tests 
are made under rain conditions as well as dry. One manufacturer 
uses the following test for condenser terminals. The completed 
condenser is tested for 48 hr. at 115 per cent, of normal voltage 
between the central conductor and a band corresponding to the 
tank cover. It is then subjected to 275 per cent, normal 
voltage for 1 min. before assembly. The completed terminal 
is tested under the conditions agreed upon between the manu- 
facturer and the purchaser. These should include a test at 
double normal voltage for 1 min. without signs of distress or 
corona.^ 

1 See "The Condenser-type Outlet Terminal," by Fortescue and Mateer, 
Electrical Journal, August, 1913. 

"High-voltage Transformer Leads," by Eby, General Electric Review y June, 
1913. 
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Single-phase vs. Three-phase Transformers. — ^Either three- 
phase or single-phase transformers may be used for a three-phase 
transmission system. For a given kilovolt-ampere capacity 
the three-phase transformer is cheaper than three single-phase 
transformers. As in the case of generators, spare units must 
be provided, and, for an installation of single-phase units, one 
extra transformer is all that is usually required. The mvest- 
ment in spares is thus less with the single-phase units. It is 
not usually desirable to build three-phase imits for high voltages, 
as it is necessary to increase the size of the transformer in order 
to properly insulate it. It is easier to handle the smaller single- 
phase imit in case repairs are necessary. A further advantage 
of single-phase units is that two single-phase transformers i 
may be i^ped for three-phase transformation should one imit I 
of a bank of three break down. The faulty unit is disconnected * 
and removed and the other two will carry 58 per cent, of the 
load (not 67 per cent.) with the same heating as before the 
breakdown. Such a bank will not parallel successfully with a 
three-unit bank, because the regulation is worse, and the voltage 
drop on one of the phases is sUghtly greater than on* the other 
two. However, such an arrangement is very desirable where 
each transformer bank supplies a single feeder and where con- 
tinuity of service is important. This combination is possible! 
with only one system of connections, namely, delta connection | 
of both primary and secondary circuits of the transformers, and I 
technically termed delta — delta. Very nearly half of the large, 
high-voltage systems use this connection. ^ 

Installation Out of Doors. — Transformers may be installed 
outdoors by a sUght change in the terminals, as before noted 
under the subject of terminals. The outdoor installation is . 
cheaper since there is no building required to house the apparatus. I 
Water-cooled apparatus should not be installed out-doors, unless ) 
special precautions are taken to prevent freezing of the water | 
in winter while. idle. A water-cooled transformer would soon ( 
overheat and burn out if the water supply were shut oflF. There \ 
is also the danger of the water freezing in the cooling coils and ) 
bursting the pipe. The losses in a transformer are sufficient to 
keep it from freezing, even when carrying no load. 

Tests. — The guarantees which are given for transformers 
usually include the following: efficiency, regulation at 100 per 
cent, and 80 per cent, power factors, and temperature rise at 
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full load and overloads. In addition to these, statements are 
usually included in regard to insulation strength, as follows; 
insulation between turns will be sufficient to withstand double 
normal potential, and the insulation to ground and between high- 
and low-tension windings will be sufficient to withstand voltages 
as prescribed by the standardization rules of the A. I. E. E. 
The A. I. E. E. rule is: "The standard test for all classes of 
apparatus, except as otherwise specified, shall be twice the 
normal voltage of the circuit to wliich the apparatus is con- 
nected, plus 1000 volts." Thus, a transformer with primary 
voltage of 2200 volts and secondary voltage of 66,000 volts would 
be tested at 5400 volts between low-tension winding and core 
and at 133,000 volts between high-tension winding and core 
and low-tension winding, the low-tension winding being connected 
to the core. In the case of star-connected transformers, the test 
is based on the line voltage of the circuit on which the trans- 
former is to operate. The tests are best conducted at the place 
of manufacture since the manufacturer has the faciUties for test- 
ing. Some of the tests may be made after the apparatus is 
installed. • If requested at the time when the order is placed, 
manufacturers will make a certified report of the tests, or per- 
form them in the presence of the purchaser, for a small additional 
charge. The tests are made as follows. 

Efficiency is measured from the losses. The A. I. E. E. rules 
include the no-load losses; copper, or PR losses, and stray load 
losses. The no-load losses are measured with open secondary 
circuit at the rated frequency, and with an applied primary 
voltage giving the rated secondary voltage plus the IR drop which 
occurs in the secondary under rated load conditions. It is 
assumed that the voltage wave is approximately sinusoidal, 
since the wave shape will effect the no-lo^d losses. In practice, 
the secondary IR drop is small and is usually neglected. The 
copper, or PR, loss is calculated from the measured resistances 
of the windings at a specified temperature and the current which 
each winding is to carry. 

The stray load losses are measured by applying a primary volt- 
age sufficient to produce rated-load current in the primary and 
the secondary windings, the latter being short-circuited. The 
stray load losses will then be equal to the input required to pro- 
duce these full load currents, minus the measured PR losses in 
both windings, as computed from the resistance measurement 
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at actual temperature, and the rated current. It is, ordinarily, 
immaterial whether the high-voltage or low-voltage winding is 
used as the primary winding in this test. In many instances 
the stray load losses are neglected, and the basis of efficiency 
determinations is stated when giving figures for efficiency. Know- 
ing the losses, the efficiency may be computed as the ratio of 
the rated output to the sum of the rated output plus the losses. 
Regulation is defined as being the change in the secondary 
terminal voltage with change from full rated load to no load 
at the specified power factor (the primary impressed terminal 
voltage being held constant), and expressed as a percentage of 
the full-load secondary voltage. It is not usually possible to 
load a large transformer and measure directly the change in 
secondary voltage. Moreover, the change in voltage is so 
small that it is difficult to measure accurately. The value may 
best be calculated from the test for stray losses, as described 
below (which is frequently called the impedance test). 

Let W = watts input at rated primary current. 

Eg = applied voltage required to circulate this current, 
cos <l) = the assumed load power factor, <^ being the angle by 
which the current lags behind the voltage for the 
given load conditions. 

E, = IR = W/I (1) 

where / is the rated primary current and Er = voltage drop 
due to resistance of windings. 

E^ = \/£,2 - Er^ (2) 

Ex = voltage drop due to inductance of the windings. 

If E is the rated primary voltage, then the percentage regula- 
tion is expressed by the formula 

Percent. iJ ,^ ,„. , , ,_ ,_. . 
jQQ- — = {Er/E) COS <t> + {EJE) sm 4> 

+ {(.Ex/E )co^4> -{E r/E) Bin ii>Y ^3. 

It is usual to neglect the last term since it is a small part 
of the total. 

A numerical example will illustrate the use of the above 
formula. 
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A transformer of 500 kv.a. capacity, 66,000 to 2200 volts gave 
the following results on impedance test. 

At rated current of 7.57 amp. in the high tension winding 
and with the low-tension winding short-circuited, voltage applied 
to the high-tension winding was 2300 volts, and the energy 
input, 7220 watts. Then, 

Er = 7220/7.57 = 954 volts and from the test readings 

£. = 23 00 volts. Th erefore, 

E^ = \/23002 - 9542 = 2093 volts. Then, 

^r 954 ..^.^ , 

F = 66;000=^-^^^^'^^^ 

E, 2093 



E 66,000 



= 0.0317 



The regulation at 100 per cent, power factor, or for cos <^ = 1, 
is then 

Per ^^^ jjg = 0.0145 X 1.0 + 0.0317 X 0.0 

{0.0 317 X 1.0 - 0.0145 X O.O p 

"^ " " 2 

= 0.0145 + 0.0005 = 0.015, or 1.5 per cent. 

At 80 per cent, power factor this becomes 
Per cent. R 



= 0.0145 X 0.8 + 0.0317 X 0.6 

+ 



100 

{0.0317 X 0.8 - 0.0145 X 0.6} « 



2 
= 0.0116 + 0.0190 + 0.0003 = 0.0306, or 3.06 percent. 

It is seen that in the calculations the last term is negligible. 
The derivation of this formula is long and complex, and is not 
attempted here. It is the formula given by the A. I. E. E. 
standardization rules. 

The temperature rise guarantees usually given for trans- 
formers are the same as for generators; 40°C. rise on continuous 
full load and 55°C. rise on 25 per cent, overload for 2 hr. imme- 
diately following full-load operation. The ''maximum rating'' 
is more frequently applied to transformers than to generators. 
The heating tests should be made under, approximately, full- 
load conditions. In order to do this with single-phase trans- 
formers, two or three units must be used. For two units, the 
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connections are as shown in Fig. 16. For three units^ the 
connections are shown in Fig. 17. In these figures, Em denotes 
a source of power from which the magnetizing current is ob- 
tained at full rated voltage of the winding to which it is applied; 
in the one case, a single-phase voltage, in the other, a three- 
phase voltage. Ez indicates 
the source of power from 
which the impedance loss is 
supplied, the voltage of which 
is just sufficient to circulate 
full-load current in the wind- 
ing to which it is applied. Ez, 
is, in all cases, a single- 
phase voltage. It is to be 
noted that in the case of two 
units the primary windings are connected in parallel. In the case 
of three units they are connected in delta. This latter method 
is also applicable to three-phase units. The secondaries are 
always in series. Current is supplied to the transformers 
and kept flowing until they have attained a constant tem- 
perature. This point may be approximated very closely by 
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Fig. 16. — Connections for heat test. 
(Two units.) 




Fig. 17. — Connections for heat test. (Three units.) 

noting the temperature of the oil in the top of the transformer 
tank. When these temperatures have been constant for at least 2 
hr., it may be assumed that the transformer has attained maxi- 
mum temperature. The temperature rise of the windings is 
measured by the increase in their resistances. The resistances of 
both the low- and high-tension windings are taken before begin- 
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ning the test at some known temperature^ t, when the windings 
and the surroimding air are at the same temperature. At the 
close of the heating test the transformer is disconnected and the 
resistances are quickly taken. The temperature rise, above the 
temperature at which the initial resistance was taken, is given by 
the formula 



" = (^) 



ti = [—j^J (234.5 + (4) 

U = temperature rise in deg. C. 

ri = resistance of windings at initial temperature. 

rt = resistance at increased temperature. 

r 

! 234.5 + t — absolute temperature C. 

The temperature rise must be corrected for the change in tem- 
perature of the cooling medium between the time when the 
initial resistance was taken, and when the heat run ends. It 
is to be noted that the temperature rise is measured above the 
temperature of the incoming cooling medium. In self-cooled 
apparatus this is the surroimding air, in water-cooled apparatus 
it is the incoming water, and in air-blast apparatus it is the 
incoming air. A numerical example will illustrate the use of 
this formula. 

Resistance of high-tension winding at 20°C. = 1.2 ohms. At 
the end of the heat run the high-tension resistance was 1.4 ohms 
and the cooling medium was 25**C. Then 

temperature rise, or t.-, = (234.6 + 20) ^'^^"^^'^ = 42.4^C. 

The cooling medium has risen 5^C., so that the temperature rise 
of the winding above the cooling medium is 42.4 — 5 = 37.4°C. 
The temperature of the cooling medium should not vary more 
than 5°C., or at most, 10°C. during the run. The temperature 
of the cooling fluid is to be taken as the mean of readings observed 
at equal intervals of time during the last quarter of the duration 
of the test. It has been found by tests that the temi)erature of 
the cooling medium, within the limits to be found in usual 
practice, has little or no effect on the temperature rise of electrical 
machinery. 

The tests for insulation strength should be carefully made. 
It is customary to gradually raise the voltage to the required 
value, hold it there for the required length of time, and then 
remove it by lowering the voltage. 



TRANSFORMERS 41 

The author has always required that in every case, the test 
voltage should be begun at the normal working voltage, then the 
higher test voltage switched directly on to the apparatus. Tests 
which are made by starting with normal voltage and gradually 
raising to the test voltage have no practical value, although 
this is the practice of most of the companies manufacturing 
electrical apparatus. In service, any excessive voltage is sure 
to be suddenly appUed, and the test voltage should be applied in 
the same manner. 

It has been recommended that materials which are present in 
the usual transformer should not be subjected to temperatures 
higher than 105^0. It is assumed that the hottest part of the 
windings is 10°C. above the mean temperature as found by the 
resistance method. This permits of a maximum observable 
temperature of 95°C. or a temperature rise of 55°C. above a 
coolmg medium temperature of 40°C. When measurements 
are made by thermometers, this difference is taken at 15**C., 
and the maximum observable temperature should not be over 
90°C. 

Oil. — The oil in which oil-inSulated transformers are immersed 
should be a good grade of mineral oil free from sulphur or 
moisture, with as low a viscosity as consistent with high flash point 
and high burning point. In addition to these qualities, it must 
have a high dielectric strength. Before testing the oil it should 
be thoroughly dried and filtered. There are machines on the 
market for this purpose. The oil is pumped through a series of 
layers of a blotting paper which removes impurities and most of 
the water or moisture. It is impossible to remove all of the 
water, except by special apparatus. After transformers have 
stood for a time it is possible to draw oil oflf from the bottom of 
the tank which has a large percentage of moisture in it. The 
water, being heavier than the oil, settles to the bottom. Oil 
should be tested periodically, the sample being taken from the 
top of the tank. At least once a year the oil should be removed 
entirely and refiltered. The oil should be removed from the 
bottom of the tank, the first portion, which is high in moisture, 
being discarded. After a small amount has been withdrawn, a 
sample should be taken and tested. Unless the tests show the 
oil to have standard dielectric strength, it should be discarded, 
or else specially treated to remove the excess moisture. The 
presence of moisture in oil greatly reduces its dielectric strength. 
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Average oil should show a dielectric strength of at least 30,000 
volts when tested between spheres J^ in. in diameter and sepa- 
rated by 0.15 in. For very high-voltage transformers this 
value should be increased to 40,000 volts. In order that the oil 
will circulate freely it should have a low viscosity. In addition, 
since it is the means of removing heat from the transformer, it 
should have a high flash point. Viscosity and flash point will 
usually vary together, an oil of low viscosity having a low flash, 
point. The flash point of an oil for self-cooled transformers 
should not be below 175°C. and for water-cooled apparatus it 
should not be below 125°C. The distinction is made here 
because the operating temperature of the oil in a water-cooled 
transformer is lower than in the self-cooled type. The flash 
point of oil is the lowest temperature at which the vapors given 
oflf from the surface will ignite in flashes without combustion. 
When combustion takes place, the temperature of the oil has 
reached its burning point. The burning point of the oil should 
not be lower than 200°C. and 150°C., respectively, for self- 
cooling and water-cooled transformers. All of the tests made 
on oils depend on conditions of test. The exact procedure to be 
followed iji each case should be specified. The dielectric strength 
will depend upon the frequency and the wave shape. A 60-cycle 
sine wave is recommended. 

Oil may be shipped in the transformer when special pre- 
cautions are taken to prevent the motion of the oil. The tank 
should be completely filled, due allowance being made for change 
in volume with temperature, and the cover should be air-tight 
to keep out moisture. It is usually better to ship the oil separ- 
ately in steel drums. Oil should never be shipped in wooden 
barrels since they are not moisture proof. The drums should be 
clean and used for transformer oil only. Manufacturers keep 
in stock various sizes of steel drums for this purpose which 
are loaned to the purchaser. 

Installation Indoors. — The best practice is to use a separate 
fireproof compartment for each transformer when they are 
installed indoors. The front of the compartment may be closed 
with an iron door which is either hinged or sliding. The com- 
partments should be large enough to permit access to inspect 
the tank from all sides. When transformers are not installed in 
compartments, but are placed in a separate room, they should be 
put far enough apart to allow a man to easily pass between them. 
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The tanks, or cases, of all transformers should be thoroughly 
grounded to prevent the formation of static charges dangerous to 
the attendant. All transformer rooms should be well ventilated 
to allow the escape of hot air and the inflow of cool air. 

Water-cooled transformers may be run on overloads greater 
than 25 per cent, for a short period of time by increasing the water \ 
rate. They are regularly provided with a thermometer which is 
attached to a pipe plug in the tank at a height just below the oil 
level. If the attendant is required to watch these thermometers 
carefully, it may be found possible to carry the load on a smaller 
number of imits than would be necessary if there were no super- 
vision. Should the temperature become too high, another bank 
may be put into operation. A thermometer should always be 
required in all transformer specifications: Air-cooled apparatus 
may have a thermometer in the air outlet or may have some form 
of resistance thermometer or thermocouple. With electrical 
thermometers one instrument on the switchboard may be used 
with any number of transformers. Each resistance or thermo- 
couple is connected to the switchboard in such a way that any 
one may be connected to the instrument by the insertion of a 
voltmeter plug in the proper receptacle. 

Efliciencies. — Transformers have high efficiencies. The fol- 
lowing table shows efficiencies for transformers of, approximately, 
44,000 volts maximum, for 60-cycle service. 

Table 1. — Tbansformeb Efficiencies 





Kv.a. 


Efficiency at full load 


Cooling 




100 


97.2 


Self 




200 


97.8 


Self 




300 


98.0 


Self 




500 


98.2 


Self 




500 


98.0 


Water 




1000 


98.4 


Water 




2500 


98.8 


Water 



For 25-cycle service, the corresponding efficiencies will be about 
}4 per cent, lower. It is usual to so proportion the losses that 
the maximum efficiency shall occur at, or near, full load. The 
efficiency is maximum when the core loss and the copper loss are 
equal. It is thus usual to find that the full-load loss is made up 



44 ELECTRICAL EQUIPMENT AND TRANSMISSION 

equally of core and copper losses. Certain design features may 
make it advisable to change this proportion of losses^ or else it 
may be that the service is such that the load on the transformers 
may be other than rated load the greater part of the time. It 
would then be advisable to change the proportion of losses so 
that the maximum efficiency shall occur at that load which will 
be carried the greater part of the time. 

The regulation of transformers, as shown by formula (3) 
will vary with the power factor. The regulation of the trans- 
formers given in table 1 will vary, approximately, from 2 to 
0.9 per cent, at 100 per cent, power factor, and at 80 per cent, 
power factor will vary from 7 to 3.6 per cent. In general, 
transformers for higher voltages will have lower efficiencies than 
those given and their regulation will be worse. 

If transformers are to be purchased for operation in parallel 
with existing units, the manufacturer must know the impedance 
of the old units as well as the number of turns on each winding. 
The new units must have exactly the same ratio of transforma- 
tion, that is, the same ratio of high- to low-tension turns, or else 
they will not divide the load properly and no amount of external 
apparatus, except boosting transformers, will correct this error. 
If the ratio is correct, transformers in parallel divide the load 
inversely as the impedances. Thus, two transformers of rating 
as 1:2 must have impedances in the ratio of 2:1 in order to 
divide the load in proportion to their respective ratings. The 
impedance is the value, measured in the "impedance test," 
of the voltage necessary to circulate full-load current in the 
short-circuited secondary, voltage being applied to the primary. 

Connections. — The primaries and secondaries of a three- 
phase transformer, or three single-phase units for three-phase 
transformation, may be connected in either one of two ways; 
star (Y), or delta (A). The delta connection is sometimes called 
"mesh" connection. These are shown in Fig. 18. The 
primaries and secondaries need not be connected the same way. 
For example, the low-tension side may be delta-connected while 
the high-tension side may be star-connected. When transformers 
are to be operated in parallel, the system of connections of each 
bank must be of such a nature that parallel operation is possible. 
The following table shows at a glance the various possibilities. 
Those combinations marked "NO" are impossible because of 
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the fact that, while the primary voltages are in phase, the 
secondaries cannot be placed in phase. 

Table 2. — ^Tbansfobmeb Connbction's 
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Fig. 18. — ^Transformer con- 
nections. 



Of the four possible systems of connections, but three are used 
extensively. The star-star connection has inherent disadvantages 
due to distortions in voltage among the phases. The neutral 
point, where the three phases are connected together, is not 
electrically fixed. With unbalanced 
load, or unsymmetrical transmis- 
sion, the voltages of each phase to 
neutral are unequal. This produces 
what is termed a "floating neutral" 
and causes further unbalancing 
which is emphasized when supply- 
ing a long transmission line. The 
regulation of such a combination 

is bad, and the transformer with the highest voltage is working 
under abnormal conditions which may cause serious overheating 
due to high core loss with increased voltage and flux. If the 
neutral of the high tension windings is groimded, there will be 
a third harmonic charging current from the line to the neutral, 
which may seriously effect neighboring telephone circuits. The 
third harmonic is caused by the presence of iron in the core of 
the transformer. The exciting current of a single-phase trans- 
former contains a prominent third harmonic due to the varying 
permeability of the core at different values of density. The 
permeability varies through a single cycle due to the variation 
in flux density in the core. There is no path for a third harmonic 
of current to flow in star-connected transformers (since a sine 
wave of impressed voltage on a three-phase system necessitates 
a sine wave current), hence, the voltage to neutral must contain 
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a third harmonic. This third harmonic of voltage is the cause 
of the third-harmonic charging current flowing from the trans- 
mission line to the grounded neutral. It is generally conceded 
that the star-star connection is not desirable, with the neutral 
either grounded or insulated. With the delta connection, in 
either the high- or low-tension winding, the third-harmoAic cur- 
rent is induced in the windings and flows around through the 
windings. 

The delta-star connection is widely used for raising the 
generator voltage to the line voltage. The usual practice is to 
ground the neutral on the high-tension side, directly, or through 
resistance. Inasmuch as the third-harmonic exciting current is 
supplied in the low-tension delta winding, there will be no third- 
harmonic voltage on the high-tension side, thus eliminating the 
third-harmonic charging current. By the use of protective 
relays in the neutral and in each line, circuit-breakers may be 
automatically opened when a ground occurs on the line before a 
short-circuit can be established between phases. This is also of 
importance with the star connection, because if one transformer 
should become short-circuited, the full line voltage is impressed 
across the terminals of the other two, causing a rise of potential 
in them which is 173 per cent, of the normal voltage. The 
voltage from any one line to neutral is 1/1.73 or 57.7 per cent, of 
Uhe line voltage. Hence, for a given line voltage, the voltage 
lof any one of these star-connected transformers needs to be only 
p8 per cent, of the line voltage. Mesh-connected transformers, 
however, must produce the full line voltage in their windings. 
If a resistance is connected between the neutral point of a star- 
connected system and the ground, it is usually made large enough 
to limit the current to a value which will just operate the pro- 
tective relay, or to a value not to exceed full-load current. 

The star-delta connection is generally adopted for stepping 
down the line voltage when the reverse connection is used for 
stepping up. It is usual to insulate the neutral of the step-down 
transformers. 

The delta-delta connection is the most widely used at the 
present time, though the tendency now is to use the delta-star 
in its place for raising the voltage. The operating advantage 
of the delta-delta connection has been already spoken of. 

The current and voltage relations in star and delta three-phase 
transformation are as follows. The star connection winding 
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carries the full line current, and the voltage across one phase is 
57.7 per cent, of the line voltage. Hence, ^he cross-section of 
the copper is larger than for the delta connection, and the number 
of turns required is smallerjin proportion to the line voltage. 
This makes a stiflfer coil which is better able to withstand the 
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Fig. 19. — ^Transformer connections; two-phase to three-phase. 

mechanical stresses which exist between conductors carrying 
current. This is of particular importance under short-circuit 
conditions where the stresses may reach values large enough to 
distort the coils unless precautions are taken to securely brace 




Fig. 20. — Transformer connections; three-phase to six-phase; double-delta. 

them. All transformers are carefully built to insure rigidity of 
the windings under large forces. 

It sometimes becomes necessary to change from three-phase 
to two-phase, or vice versa. This may be accomplished by using 
two transformers, connected as shown in Fig. 19. This connec- 
tion is called the "Scott connection." 
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Rotary converters are largely used for changing from alter- 
nating current to direct current. The larger the number of 
phases on the alternating-current side, the smaller does the con- 
verter become for a given output. It is, therefore, desirable 
to change from three-phase to six-phase for use with rotary 
converters. This may be accomplished in two ways, the double 
delta, or double star (sometimes called diametrical star). In 
either case three -transformers are required. The connections 
are as shown in Figs. 20 and 21. With the double-delta connec- 
tion, it is seen that the secondary is made of two windings on 
each phase of the three-phase bank. 

There are other methods of obtaining phase transformation, 
from three-phase to either two- or six-phase. These are made of 
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Fig. 21. — ^Transformer connections; three-phase delta to six-phase dia- 
metrical star. 



two units but they are all unbalanced in voltage and are seldom 
used. 

In order to connect transformers in parallel, the polarity must 
be determined. The polarity of single-phase units is very simply 
checked by connecting together one high-tension lead and one 
low-tension lead, applying voltage to either the high- or low-ten- 
sion winding, and measuring the three possible voltages. The 
voltage between the two leads not connected together may be 
either greater, or less, than the high-tension winding voltage. 
Two units to be connected in parallel, should be checked in this 
manner, and the leads connected together in the test, should be 
so arranged that all of the voltages are of the same value in the 
two transformers. The transformers may then be paralleled 
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by connecting the high-tension lead, which was connected to the 
low-tension lead on test, to the same high-tension terminal in 
both cases, the low-tension being connected in a similar manner. 
Three-phase units may be checked in a similar manner, but the 
method is long and compUcated because of the numerous possible 
combinations. It is usually simpler to compare two trans- 
formers which are to be paralleled* To do this it is necessary 
to connect either the high- or low-tension windings of both 
transformers to some source of voltage, then connect any one 
lead of the other winding of one transformer to any lead of the 
coFresponding winding of the other transformer and read the 
voltages between any pair of leads from one transformer to the 
other. The leads on the unconnected windings may be shifted 
until all voltages become zero. The leads then connected are 
the proper leads to connect together for parallel operation. 
Tbe meter used for measuring the voltage should have a range 
double that of the voltage between two leads on one trans- 
former. This method may be used for single-phase units and 
is to be preferred for installation purposes. 

Insulation of End Turns. — ^AU transformers on transmission 
lines should have extra insulation on the windings nearest the 
line, that is, on the end turns. Any surges which may come in 
from the line are particularly dangerous in this portion of the 
winding and the voltage per turn may be many times greater 
than the normal. The reason for this is at once apparent when 
it is considered that most of these surges are high-frequency 
impulses. The reactance of the transformer winding is pro- 
portional to the frequency, so that the voltage dpop, at high 
frequency, is very large for even a moderate current, due to the 
high reactance. The usual practice is to place some extra 
insulation between each turn in the end coils, and extra insula- 
tion between layers. It is not possible to give any definite 
rule as to the number of turns to be considered "end turns'' 
and to be given extra insulation. This is largely a question of 
judgment on the part of the designer. His decision is based 
upon the voltage of the system, the system of connections, 
and the nature of the territory served by the system. It is not 
usual to give any particular test to the end turns, in addition 
to the regular tests. If desired, arrangements may be made 
for so doing, at an additional expense. The end coils are then 
tested alone, before assembly, in a manner to be agreed upon. 

4 
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The voltage per turn may be anywhere from three to 6ve, or 
more, times the normal voltage per tm'n. 

Methods of Switching. — The question of the proper method of 
switching transformers on and oflF the line is interconnected with 
the line design and is treated in the chapter on "Switchboards/' 
Practically all surges originate in the line rather than in the trans- 
former. Low-tension switching is to be preferred in switching on 
a Une, because the inductance of the transformer will damp out 
the surge on the line to some extent. For such a procedure the 
high-tension switches are first closed, connecting the transformers 
to the line. The connections are then made from the genera- 
tors to the transformers. Where low-tension switching is not 
possible, it has sometimes been considered advisable to insert 
inductance in the switching operation, the inductance being short- 
circuited when the high-tension switches are finally closed. 
Rather than to provide facilities to prevent surges, it is usually 
found that the installation of safety appliances, such as horn 
gaps or Ughtning arresters, is preferable. 

When laying out a system it is the best plan to investigate 
other systems, comparing the conditions existing there with 
those to be expected in the new system and profiting by the 
experience there gained. The art has not yet advanced far 
enough so that it is possible to lay out definite rules for the selec- 
tion of any part of the apparatus. The engineer must use his 
own judgment in connection with the experience of others. 

Theory. — The theory of the operation of the transformer is 
very simple. As described in the first part of this chapter, the 
transformer consists of one or more electric circuits interlinking 
one or more magnetic circuits. A voltage is, applied to the 
primary winding, the voltage varying with time, according to a 
sine law. A flux is induced in the magnetic circuit, of such a value 
that it will induce in the primary winding an e.m.f. equal and 
opposite to the appUed voltage. This is not exactly true, because 
of the resistance and reactance of the primary winding. For the 
purposes of calculating the magnetic circuit, the impedance drop 
in the primary winding is negligible. From the fundamental 
equation of the induced voltage 

e, <t> and t being respectively the voltage, magnetic flux and 
time all in fundamental, or C. G, S.,units. The equation shows 
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that the voltage is proportional to the rate of change of flux and 
is opposed to it. In order to induce a voltage wave of sine shape, 
the flux wave must be of sine shape. Assuming, then, the flux 
to vary according to the sine law, it is apparent that the flux 
and voltage are in quadrature, that is, the voltage leads the flux 
by 90 electrical degrees (see explanation in chapter on "Elec- 
tric Circuits")- At any instant the flux may be found by the 
equation 

<t> = <t>m COS 2Tft (6) 

in which <t>m is the maximum value of the flux at any instant, / 
is the frequency of the pulsatioA in complete cycles per second, 
and the flux has a value <t> at any time t, the time of starting 
{t = o) being arbitrarily assumed. Substituting the value 
of <t> in the fundamental equation, 

d<t> d (<t>m cos 2ir)ft 
e = — ^^ = ^^ = 2irf(t>fn sm 2irtf (7) 

Thus the maximum value of the induced voltage per turuj is 

E^ = 2Tf<t>n. (8) 

and the effective, or V'mean square, value of the induced voltage 
is, therefore, 

£ = ^» = 4.44/*. (9) 

This equation is expressed in C.G.S. units. The practical unit, 
or volt, is lO^C.G.S. units. Hence, to reduce to practical units 
with the flux in lines, and with Ni primary turns in series, the 
formula by which the flux is computed from the induced voltage, 
or vice versa, is 

El = 4.44 fNi<t>n. 10-» (10) 

The voltage induced in the secondary winding, per turn, must be 
the same as for the primary, since the same flux interUnks both 
windings. The secondary voltage is, therefore, found from the 
above equation by the substitution of the number of turns in the 
secondary winding. The ratio of transformation is, therefore, 
the same as the ratio of turns connected in series. 

In order to produce a flux through, and overcoming the 
reluctance of the steel, (the reluctance is analogous to resistance 
of the electric circuit) it is necessary to have a magnetizing 
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force. This magnetizing force is expressed in ampere-turns 
and is the product of the current flowing and the number of 
turns interlinking the magnetic circuit. The current which 
excites the transformer is called the magnetizing or exciting 
current.. Neglecting core loss, which consumes power and 
draws a current in phase with the impressed voltage, this excit- 
ing current is in phase with the flux, and hence lags 90^ behind 
the impressed voltage. 

The equivalent resistance (or reactance) of a transformer is 
such a resistance (or reactance) which, if placed in the prunary 
circuit, will produce the same voltage drop as in the actual 
transformer. Denoting by T the ratio of transformation, 

T = N1/N2 (331) 

Ni and N% being the niunber of turns in the primary and second- 
ary windings, respectively. Then the resistance of the second- 
ary winding expressed in terms of the primary is RiT^, and 
the total equivalent transformer resistance is JBi + RiT^. 
Ri and R2 being the resistances of the primary and secondary 
windings, respectively. This may be shown to be true as 
follows: Consider a transformer of voltage ratio 1000 to 100, 
or T, the ratio of transformation = 10. Suppose a current of 1 
amp. to flow in the primary. The current in the secondary, in 
order that the input may equal the output (neglecting losses), 
must be 10 amp. A resistance of 10 ohms in the primary circuit, 
will cause a drop of 10 volts, or 1 per cent, of the primary voltage. 
In order to produce a drop of 1 per cent, in the secondary winding 
the voltage drop must be 1 volt. With a current of 10 amp. th6 
resistance must be 0.1 ohm. It is thus seen that a primary re- 
sistance of 10 ohms has the same effect as a secondary resist- 
ance of 0.1 ohm. As stated the equivalent primary resistance 
is foimd to be R^T^ = 0.1 X 10^ = 10 ohms which is the value 
assumed for the primary resistance. It may be similarly shown 
that the reactances have the same relation, or, 

total reactance '= Xi + X^T^, 

X\ and X^ being the reactances of the primary and secondary 
windings, respectively. 

All of the foregoing factors may be grouped together to show 
the action of the transformer. The performance is best shown 
by a vector diagram as in Fig. 22. The vector of induced 
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voltage, E\, is taken as the vector of reference, and drawn 
vertically upward. The impressed voltage is found from this 
by adding the resistance and reactance drops in the primary 
Winding. The resistance drop is in phase with the primary 
current, /i, and the reactance drop in leading quadrature to it. 
The flux ^, is in lagging quadrature with the induced voltage, 
and the magnetizing current, Imj is in phase with the flux. 
The no-load current necessary to supply the no-load losses, is 
shown in phase with the induced voltage, and is equal to /«. 




<^0 



Fig. 22. — ^Vector diagram of transformer currents and electromotive forces. 



The total no-load current is thus the vector sum of Im and /« and 
is equal to Zo. The secondary current is equal and opposite 
to the primary current minus the no-load current, and has 
a value determined by the ratio of transformation. It, is 

shown as the secondary current, and -A^ is its equivalent pri- 
mary value. The secondary terminal voltage, E2, is the dif- 
ference between the secondary induced voltage, -B'«, and the drop 
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in the secondary winding. The secondary resistance drop is 
in phase with the secondary current, and the reactance drop is 
in leading quadrature with it. This diagram is exaggerated 
for clearness. In the actual transformer, /i and I2 are about 
equal and opposite (taking them in the terms of one winding) 
and the impressed and secondary voltages are Ukewise equal and 
opposite (considering voltage per turn). The no-load current ia 
usually very small, not over 10 or, perhaps, 15 per cent, of the 
rated full-load current. 

Auto-transformer. — Where it is not necessary to isolate the 
primary and secondary circuits, an auto-transformer may be used 
for changing the voltage of an alternating-current system with 
considerable saving in first cost. An auto-transformer is built 

in a similar manner to a trans- 
former, except that there is but one 
winding. The proper voltage is 
obtained for the low-voltage cir- 
cuit by tapping oflf at the proper 
number of turns. An auto-trans- 
^ ^, ^ ,. , , former winding is shown diagram- 

FiQ. 23. — Connections of auto- .. n . -r^ ^« mi 

transformer. matically m Fig. 23. The arrows 

indicate the instantaneous direc- 
tions of current flow. It is seen that a portion of the winding, 

^ ^ — —J carries the current /i, and a portion of the winding, 

£jl 

E2/E1J carries the current (h — /i). The necessary capacity 
of the first portion of the winding is Ii{Ei — E2) watts, while 
that of the second portion is E2(l2 — /i) watts. The average 
rating of the two portions is thus, 

Since the input is equal to the output, EJi = E2I2 and the 
above equation reduces to I\{Ei — E2) as the rating of the auto- 
transformer. This factor is known as the '* equivalent trans- 
former rating" and determines the size of the auto-transformer. 
It is seen that the nearer do the primary and secondary voltage 
approach each other, the smaller does the auto-transformer 
become. The rating of a transformer to do the same work 
would be EJi. Hence, the auto-transformer is smaller than 
the transformer in the ratio of (Ei — E2) to Ei, 
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Auto-traneformers are frequently used to tie together two 
transmission systems which operate at different voltages. In 
such a case it is not necessary to insulate one from the other. 
Where the object is to step up {or down) the voltage to (or from) 
the transmiseion hne it is ^sential to insulate the primary 
winding from the secondary winding, and a transformer is here 
necessary. Auto-transformers are used for starting alternating- 
current motors by applying to the motor terminals reduced 



Fio. 24, — Transformer in case, complete. Showing porcelain tube 
terminals. 

voltage. The purpose is to reduce the current drawn by the 
motor during starting. As soon as the motor has come up to 
speed, it is thrown directly on the Une and the auto-transformer 
is disconnected. 

Series Transformer.^ — A type of transformer which is different 
from the foregoing types, is used for measuring current flowing 
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in any line. This transformer is called a series transformer and 
is used for metering pwposes, or for operating relays to open 
automatic switches in case of overload. Use is made of the 
principle that the ampere-turns of the primary winding must 
equal the ampere-turns of the secondary winding. The second- 
ary winding is short-circuited through an ammeter, or relay 
coil, of low impedance. The transformer core is run at a very 
low flux density in order to reduce magnetizing voltage. As 
long as the secondary is short-circuited, the impedance of a 



Fig. 25. — Tranafonner out of case. Showing porcelain petticoat terminals. 

series transformer is small, but on open circuit this impedance 
increases greatly. The number of turns on the secondary 
winding is large as compared with the primary (in order to 
reduce the current value in the secondary) and the voltage in- 
duced in an open-circuited secondary would be dangerously 
high. Whenever it becomes necessary to disconnect an am- 
meter or relay coil which is fed from a series transformer, always 
short-cu-cuit the secondary winding directly through a low- 
resistance jumper before disconnecting the instrument or relay. 
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Figure 24 shows a phantom view of a complete water-cooled 
transformer in its case. The cooling coil and the electrical 
windings and terminals are all plainly visible. 

Figure 25 is a transformer taken out of its case^ the porcelain 
petticoat terminals being clearly shown. 



CHAPTER III 

SWITCHBOARDS 

Switchboards for hydro-electric plantQ comprise both alter- 
nating- and direct-current sections. The direct-current system 
is supplied by theexciters, and the energy from these is distributed 
from the direct-current busbar to the fields of the main generators. 
The direct-current portion of the board is similar in every respect, 
to that of any other direct-current board except that instead of 
ordinary feeder switches, a special form of generator field switch 
is used, which is later described. 
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Fio. 26. — Connections for compound-wound, direct-current generators in 

parallel. 

Where the exciters are compound-wound, it is necessary to 
provide an equaUzer busbar, the connections for two or more 
exciting units being as shown in Fig. 26. It is better practice 
to use one double-pole and one single-pole switch instead of a 
triple-pole switch in the connection from generator to busbars. 

Current Densities. — The allowable current densities which 
obtain in good practice are as follows: Busbars, switch blades, 
switch and instrument studs and other sections of copper, 1000 
amp. per square inch; allowable density in plain clip contacts, 
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50 to 70 amp. per square inch; current density in laminated 
contacts, 260 to 400 amp. per square inch; density in bolted or 
clamped surface contacts, 100 to 200 amp. per square inch; 
density in contacts between screw studs and the inner surface 
of nuts screwing on them, 200 amp. per square inch, on surface 
of stud considered as a cylinder with a radius equal to that 
of the outside of the screw threads. 

Busbars. — Where the amount of current exceeds 400 amp. 
busbars and conductors are made of flat, rolled, copper bars. 
These come in standard thickness of 3^ in., and in widths vary- 
ing from 2 to 4 in. Where the cross-section of copper required 
exceeds that of a single bar, several bars are placed in parallel, 
they being spaced apart a distance equal to their thickness, or 
J4 in. This form of busbar gives a considerable surface for 







r 



Fig. 27. — Busbars with clamp connections. 

radiation and is convenient for making connections from the 
busbars to switches and instruments. Cross-connections are 
made of similar sections of copper bar which are interleaved 
between the busbars. In cases where a large number of cross- 
connections must be made in a limited space, the vertical or 
diagonal bars are bolted to the busbars with short iron bolts. 
The best practice, however, is to use iron clamps to connect the 
verticals and diagonals with the busbars. Fig. 27 shows 
sketches of busbars with the interleaved cross-connections held 
in place by clamps. 

The busbars have considerable weight, and the switch studs 
should not be depended on to support them. It is usually 
better to carry the buses on supports which are fastened to the 
framework on which the switchboard is mounted. There are 
several forms of busbar supports. That shown in Fig. 28 is 
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satisfactcsy where a single copper bar only is required. For 
carrying several bars in parallel, iron brackets projecting from 
the rear of the board, their upper surfaces being of a trough- 
shaped section, which troughs are lined with slate or marble, 
make satisfactory supports. 

Connections to switch studs are made as indicated in Fig. 29. 

The stud passes through holes made in the busbar sections and 

each bar, or section, is clamped between 

thin nuts, as indicated. The total area of 

contact that the stud makes with the bar 

and nuts must be sufficiently great to keep 

the current density within 200 amp. per 

square inch. This same condition must 

be fulfilled by the total area of the surfaces 

of the nuts in contact with the faces of the 

bars. If current densities are too high at 

any contact point, overheating will result. 

Figure 30 illustrates a simple dif^am- 

matical method of determining the ampere 

capacity of bus required for any panel.' 

The method is as follows; 

Make a rough plan of the entire board. The order of panels 

shown is recommended, it being most economical of copper 

and best adapted to future extensions. 

To avoid confusion in the diagram keep on one side of board 
everything pertaining to exciter buses, and on other side every- 
thing pertaining to alternating-current buses. 
Represent the exciter and alternating-cur- 
rent buses by single hues drawn across such 
panels as they extend over, and by means of ■ 
arrows, indicate that portion of each bus 
which is connected to feeders and that por- 
tion which k connected to generator,. Ee- ,£%omM^t 
member that "generator" and "feeder" ar- buabar. 
rows must always point toward each other, 
otherwise the rules which follow do not hold. Note also that 
the field circuits of alternating-current generator panels are 
treated as direct-current feeders for the exciter bus. . 

On each panel mark its ampere rating, i.e., the maximum 
current it supplies to or takes from the bus. For alternating- 
> General Electric Co. 
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current generator panels the direct-current rating is the excitation 
of the machines* 

Apply the following rules consecutively, and note their applica- 
tion in Fig. 30. 

(a) Always begin with the tail of the arrow and treat 
"generator" and "feeder" sections of the bus separately. 

(6) Bus capacity for first panel = ampere rating of panel. 
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Fig. 30. — Diagram for computing busbar currents. 
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(c) Bus capacity for each succeeding panel = ampere rating 
of panel plus bus capacity for preceding panel (see sums marked 
above the buses in Fig. 30). 

(d) For a panel not connected to a bus extending across it, 
use the smaller value of the bus capacities already obtained for 
the two adjoining panels (see exciter bus for panel C). 

{e) The bus capacity for any feeder panel need not exceed the 
maximum for the generator panels (see alternating-current bus 
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FiQi 31. — Diagram for computing busbar currents. 



for panel G) and vice versa (see exciter bus panel for panel B), 
Hence the corrections made in values obtained by applying rules 
(6) and (c). 

The arrangement of panels shown in Fig. 30 is the one which 
is mostly used. The above method may, however, be applied 
to other arrangements, one of which is shown in Fig. 31. Here 
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the generators must feed both ways to the feeders at either end 
of the board y so that in determining alternating-current bus 
capacities it is necessary to first consider the generators with 
the feeders at one end, and then with the feeders at the other 
end as shown by the dotted alternating-current buses. The 
required bus capacities are then obtained by taking the 
maximum values for the two cases. 

Where the cross-section required for the busbars progressively 
diminishes, from the point of the maximum current flow as the 
bars pass along the board, the number of individual bars required 
to make up the busbars becomes reduced, which means that some 
of the individual bars will be shorter than others. For instance, 
in Fig. 30 there might be three bars run across the back of panel 
C and D, one of the bars ending at the right hand edge of panel D. 
The other two sections would continue along behind panel E, 
and one of these would end at the right hand edge of panel E, 
the remaining bar running across the rear of panel F and there 
ending. 

Switchboards should be made as simple as possible and 
attempts at excessive flexibility should be avoided. If sufficient 
switches and connections are provided to perform the ordinary 
routine of station operation, no advantage is gained by providing 
for extraordinary and sporadic conditions. 

Knife switches should always be connected with the handles 
turned upward so that gravity will then tend to open and not 
shut them. The switch connections to busbars should be made 
so that when the switch is open the blades will not be charged. 
The busbar connections, therefore, should be made to the switch 
clips with which the switch blades contact when the switch is 
closed. 

The spacing apart of busbars varies, of course, with the 
potentials. For exciter potentials, that is up to 250 volts, 
the busbars should be, approximately, 4 in. apart and no bare 
conductors, of opposite potential should come closer to each 
other than 2 in. For 2300 volts, alternating current, the busbars 
should not be located on the switchboard at all, but placed on 
supports which are carried on the top, horizontal brace rods, as 
Ishown in Figs. 50 and 51. The distance apart of the bars 
should be at least 8 in. Under no circumstances should poten- 
[tials, higher than the exciter voltage be allowed on the switchboard 
itself. 
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A pilot lamp should be placed on each panel of the board, and 
so connected on the exciter panels that the lamp is lighted when 
each main switch is closed. On the main generator panels, the 
pilot lamp should be connected to the field switch so that it 
will be Ughted when the field of the main generator is energized. 
In this way, the exciters or generators which are in use, or which 
are not disconnected from the circuit, may be seen at a glance. 

Storage batteries are sometimes installed to insure continuous 
supply of exciting current. These are connected across the 
exciter busbars and provided with end cell switches so that the 
number of cells in series may be varied. The battery " floats'' 
across the busbars and in case of accident to the exciters, or the 
circuits from them to the switchboard, the exciter current is 
suppUed by the battery until the exciters are again put into 
service. This arrangement is an excellent one when motor-driven 
exciters only are used. The battery furnishes sufficient exciting 
current to start the plant and bring the motor-driven exciters 
into service after which the battery always stands ready to take 
the load in case of stoppage of any of the motor-driven units. 

Switchboard Devices. — The instruments usually required -to 
measure and control the energy of an electric generating station 
are: 

1. Voltmeters, both direct and alternating current. 

2. Amperemeters, both direct and alternating current. 

3. Wattmeters, (alternating current). 

4. Power-factor meters, (alternating current). 

5. Frequency meters, (alternating current). 

6. Ground detectors, (direct and alternating current). 

7. Synchroscopes for showing when a generator is in syn- 
chronism with the operating units and ready to be connected 
to the busbars. 

The switches are of various forms and comprise: 
(a) Plain knife switches for circuits of 500 volts or less. 
(6) Manually operated oil switches for circuits of 2300 volts 
or greater. 

(c) Automatically controlled oil switches which are set to 
open under certain predetermined conditions of current or 
voltage. 

(d) Distant-control switches, operated by a mechanism, which 
latter is set in motion, manually, at some point located at a 
distance from the mechanism itself. 
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y^ (e) Disconnecting switches. These are large knife or horn 
switches, put in the main line, but never opened when current 
is passing over them. They serve to shift connections or dis- 
connect certain parts of the line for emergency conditions. 

(/) Plug switches for connecting voltmeters, synchroscopes 
and other instruments to any desired circuit. 

{q) Ammeter switches for connecting an amperemeter to any 
•phase, when series transformers are used. 

Potential Transformers. — These are used whenever the voltage 
of a circuit exceeds 750 volts. The primary circuit of the 
transformer receives the high voltage of the line, and the instru- 
ments receive the lower voltage of the secondary winding of 
the transformer. The voltage of the transformer secondary is 
always exactly proportional to the voltage of the line. 

Current Transformers, — These are used like the potential 
transformers, to obtain a small current from the line to the in- 
struments which is always exactly proportional to the current 
in the line, so that a measurement of the secondary current is 
equivalent to a direct measurement of the line current. 

Motors^ or solenoids, for operating oil switches, which are set 
in motion by closing a small switch; either a manually operated 
push button or an automatic relay switch. The motor, or 
solenoid, is mechanically connected to the moving parts of the 
oil switch and, when set in motion, opens, or closes, the switch. 

AutomaJtic Relay Switches. — These are very small switches pro- 
vided with solenoid magnets which latter are usually connected 
to the secondary circuit of a series transformer. Therefore, 
changes in current in the main line produce proportional changes 
in the current through the solenoid and, by proper adjustment, 
the relay switch is caused to work automatically and close the 
circuit to the motor, or solenoid, which operates the main switch. 

Measuring Instruments may be generally classified as direct- 
current and alternating-current. For direct current, the best and 
most used movement is the D'Arsonval, which consists simply of 
a permanent magnet, having between its poles a movable coil 
carrying the current to be measured, or a known, shunted portion 
thereof. Inside of the moving coil is a soft iron core used 
to reduce the air gap between the magnet poles. When this 
coil is energized by the current to be measured, it induces a 
field around the coil which, thereby, has a force set up in it tend- 
ing to place itself parallel to the fiux of the magnet. The move- 
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ment is opposed by a spring. This type of direct-current instru- 
ment has always been considered the standard, the only disad- 
vantage being the tendency for a neighboring direct current, if 
short-circuited, with consequent highrcurrent flow, to weaken 
the permanent magnet. This may be obviated by a modifica- 
tion of the instrument in which the stationary element is an 
electromagnet instead of a permanent magnet. The use of 
such an instrument, however, is not necessary except for use in 
railway work or in large central stations supplying large amounts 
of direct current for lighting purposes. Either of these types 
of instruments indicate polarity, whereby it may be observed 
whether the exciters or generators have been reversed, in shutting 
down. 

The dynamometer and magnetic-vane types may be used either 
on alternating current or direct current, but are principally used 
on the former. The dynamometer type has in series, a stationary 
coil and a movable coil, the latter carrying the pointer. These 
coils tend to place themselves parallel. It is a rather expensive 
type on account of its construction but, otherwise, is most satis- 
factory. 

The magnetic vane is a modification in which the moving coil 
is replaced by a vane of aluminum placed on the instrument 
spindle, at an angle, which vane will try to place itself parallel to 
the magnetic field of stationary coil. Theoretically, this instru- 
ment is not as accurate as the dynamometer type owing to the 
presence of the vane which introduces a small error due to fre- 
quency changes, but for commercial work it is satisfactory and 
the error is negligible. 

The induction instrument is, essentially, for alternating-current 
circuits and works on the well-known principle of the induction 
motor. It uses a polyphase field which tends to cause rotation of 
a conducting disk. In an induction wattmeter there are two 
coils, one connected across the busbars, the other in series with the 
current. Due to the rotating field set up by the phase displace- 
ment of the two coils, the disk tends to rotate. In an ammeter or 
voltmeter, this polyphase field has to be produced by a so-called 
''split field." This is provided by making two parallel circuits, 
one with reactance and the other with resistance in series. 

An alternative method is that used in the shaded-pole induc- 
tion motor and is obtained by winding the single-phase coil on a 
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core which is practically split in half, one half of which contains 
a short-circuited copper winding. 

The induction instrument has numerous disadvantages due to 
the fact that it is affected by frequency, temperature variations 
and wave form. Its greatest advantage is that its scale may be 
made much larger than is possible with other types. 

Next in consideration is the shape of instrument. There are 
two general forms, the round pattern and the horizontal edge- 
wise.. For neatness and uniformity on a switchboard the con- 
census of opinion favors the horizontal edgewise type. Its only 
disadvantage is the curvature of the scale and possibility of 
glaring high lights, but this is more than offset by the use of a 
vertical spindle and its resultant small friction. The round 
pattern instrument has a flat glass, but the spindle is horizontal 
with the attendant difficulties of keeping it properly aligned and 
adjusted in the jewel bearings. 

Instrument Scales. — The scales on indicating instruments 
should be fixed as follows: For ampere meters, the maximum 
current which they will have to indicate, plus 20 per cent, should 
be, approximately, the maximum reading on the scale. The 
greatest current should be taken as the guaranteed overload cur- 
rent which the generator can deUver per phase. After adding 
20 per cent, to this maximum amount the standard instrument 
having a scale nearest this computed value is the one to be 
selected. Voltmeter scales should read the normal operating 
voltage, plus, approximately, 40 per cent. Wattmeter scales 
should be selected to read values equal to the maximum ammeter- 
scale value, multipUed by normal voltage value for direct current 
or for single-phase ciurent. 

Scales which extend somewhat further than those computed 
by the foregoing means may be used to advantage. The normal 
currents and voltages on full load, should move the needle over 
about two-thirds the scale. 

Wattmeters. — Nearly all commercial polyphase watt-hour 
meters operate on the induction principle, and in them is com- 
bined the well-known two-wattmeter method of measuring 
three-phase power. 

The three-phase wattmeter comprises in reaUty two watt- 
meters, the moving parts of both being placed on the same 
spindle and so arranged that their effects are cumulative. The 
standard three-phase meter comprises two circular disks placed 
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on the same shaft. Two potentj^al coils and one current coil are 
placed over each disk. The inciaced currents in the disk, which 
are proportional to the pressure and to the current in the poten- 
tial and current coils, cause rotation of the discs and the speed 
of rotation is proportional to the watts that pass through the 
instrument. The shaft is geared to a counting mechanism 
which records the output of the circuit to which the meter is 
connected. For accuracy, it is necessary that the friction of the 
moving parts be reduced to the least practicable value. The 
bottom pivot of the shaft which supports the weight of the 
moving parts, on which practically all the friction is set up, is 
made of some precious stone having extreme hardness, usually 
a sapphire. In order to prevent the meter from speeding up and 
over-running, a magnetic brake is provided which consists of 
permanent magnets, the poles of which project over the surface 
of each disk near its periphery. lAs the disk rotates between 
the poles of the magnet, local currents are iirdticed in the disk 
which produce a magnetic drag and this drag increases with 
increase in speed, being proportional, approximately, to the 
speed. 

Synchroscopes. — The synchroscope, or synchronism indi- 
cator, is used to show synchronism of generators which are 
started up and are to be switched on to the station busbars. 

Figure 32 shows one standard form of the instrument. The 
pointer of this instrument moves around a dial — ^Uke the hand 
of a clock — and the angle of the pointer's displacement from the 
vertical position is a measure of the angle of phase difference 
between the two sources of electromotive force to which the 
device is attached. If, therefore, the incoming machine is 
running too fast, the pointer rotates in one direction, and if too 
slow, in the opposite direction. 

Coincidence in phase is shown when the pointer remains 
stationary in a vertical position and indicates that the incoming 
machine should be thrown in. A complete revolution of the 
pointer indicates a gain or loss of one cycle in the starting 
machine as compared with the running machine. 

The synchronism indicator is a motor whose field is suppUed 
single-phase from one of the machines to be synchronized, and 
its armature from the other. The armature carries two coils 
placed at a large angle to each other, one supplied through a 
resistance, the other through a reactance. This arrangement 
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generates a rotating field in the armature, while the stationary- 
field is alternating. The armature tends to assume a position 
where the two fields coincide when the alternating field passes 



Fia. 32. — Synchronism indicator on Bwin^ng bracket. 

through its maximum; hence, the armature and pointer move 
forward or backward at a rate corresponding to the difference of 




Fio. 33. — Connections for Bynchroecope. 



frequency, and the position when stationary depends on the phase 
relation. When the machines are running at the same frequency 
and in phase, the pointer is stationary at the marked point. 
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There are, of course, several ways of connecting the instru- 
ments. Figs. 33 and 34 show the usual methods. They are 
always connected to the circuit through plug switches, and two 
plugs are required, one the "starting'' plug which is for connect- 
ing the machine being synchronized, to the instrument; the 
other the "running'' plug which is used to connect the instru- 
ment to the busbars. The cross-connections of these two plugs 
are shown in the figures. 




/9es/s^ortce ' /il»&c^errtc9 Oom 



_i_i 






1 1 



!^ 



t/OIHotta 



7 



P/u^S 



^ 






> o^0C&/ot,ac/9 



Start/n^ /^nntn^ 



' ' 



//O kb/ts 




To comvoadlat plutts of nucbines 
or tmaes teiaf syndiToalzed 

Fig. 34. — Connections for synchroscope. 

Ground Detectors. — The two forms of ground detectors in 
general use are : the electrostatic, for high voltages, and the lamp- 
and-switch detector, for low voltages. The former is generally 
used to indicate grounds on transmission Unes and secondaries 
of the step-up transformers, while the latter is used to show 
grounds in the exciter circuits and generator fields. 

The electrostatic detectors work on the principle of the attrac- 
tion which exists between metaUic surfaces which are electrically 
charged. No current flows through the instrument. The three- 
phase detector is made up of three segmental sections of thin 
aluminum plate which are supported inside the instrument case, 
and insulated from it. Spaced at 120° apart, inside the instru- 
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ment case, are three movable flat vanes, also made of thin sheet 
aluminum. These latter are pivoted and free to rotate through a 
comparatively small angle. Each has a needle attached to it, the 
three needles poiBting radially toward the center of the case. 
The pivoted vanes are electric^y, as well as mechanically, con- 
nected with the instrument case, and 
the case is connected with the ground. 
The insulated, fixed vanes are each 
connected to one leg of the system. 
This construction is as shown in Fig. 
35. Obviously, if there is a ground of 
one of the phases, the aluminum disk 
to which it is connected will have the 
same potential as one side of the 
pivoted disk and there will be no at- 
traction between these two disks. 
The next adjacent fixed disk con- 
nected with another leg of the sys- 
GiHiid **™ ^"^1 therrfore, exert an unbal- 

anced pull on the other side of the 
pivoted vane so that the latter will 
move and cause a deflection of the pointer attached to it. Usu- 
ally, the connections are made through high-resistuice rods of 
graphite so that in case the end of the vanes should be bent, mak- 
ing electrical contact with adjacent ones, the current flow would 
be limited to a negligible amount. For ^^.^^^^^__.^^ 
high potentials, say 15,000 volts and above, [ 

the instrument should not be connected 
directly to the line but through small con- 
densers which are provided for the pur- 
ipose. It is not customary to mount these 
instruments on the surface of the switch- '" — ? 
board panels. They are usually placed J^ 

above the totalizing panel on an iron »•"" 

bracket. ThU i. due to the fact that ^^^^faSS? 
they carry high potentials. 

The lamp ground detector is made as indicated in Fig. 36, 
a single-pole double-throw switch and two lamps being all the 
apparatus required. As shown, the middle point of the switch 
is connected with the ground, while one lamp is connected 
between a busbar and a switch clip. When a switch is thrown 
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into one clip, it connects the lamp, and the busbar with which it 
is connected, to the ground. There is no circuit through the 
lamp imless the other busbar is grounded. Hence, the lighting 
of one of the lamps indicates that the busbar attached to the 
other lamp is grounded. Usually, small lamps set in "bull's 
eyes" on one panel of the exciter board, and a small knife switch 
are installed to make up these ground detectors. 

Rheostats. — Rheostats are simply variable resistances con- 
nected in series with the field windings of dynamo-electric 
machines, and by means of which the voltage of the machines 
may be varied at will. The variation if effected by turning a 
small handwheel which moves an arm carrying a contactor that 
changes the amount of resistance in the circuit, as it moves over 
contact points with which it cooperates. 

For small generators, such as exciters of less than 250-kw. 
capacity, the rheostat is small enough to mount on the 
rear of the board. The opei'ating shaft passes through the 
panel and the handwheel is fastened on it, on the front of the 
board. 

Large rheostats are mounted on the iron wall-braces above the 
switchboard, or, where possible, are located below the floor under- 
neath the switchboard. In these cases, the handwheel at the 
front of the board has a shaft attached to it, which passes through 
the panel and at the rear end of the shaft is a small sprocket 
wheel. A corresponding sprocket wheel is fixed on the pivot 
of the rheostat, about which the contacting arm revolves. The 
two sprocket wheels are connected by a sprocket chain, and by 
this means, movement of the handwheel causes rotation of the 
arm. 

Rheostats must have a certain maximum resistance and cur- 
rent-carrying capacity which depend on the characteristics of 
the generators they control. For this reason, they are always 
furnished by the manufacturer of the generator as a part of the 
generator equipment, and are shipped to the switchboard builder 
who mounts them with the other parts of the switchboard. 

It is advisable to require that the field rheostats for all electrical 
machinery be arranged for one contact arm only. Where several 
contact arms are used in parallel, failure of one to make contact 
with its contact point will cause the total current to flow through 
the other, or others, and in this way, overload the resistances 
which still remain in circuit. This usually results in the over- 
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loadied sections of the rheostat burning up, and it becomes neces- 
sary to shut down the generator until a new rheostat can be 
substituted. 

When automatic voltage regulators are used, the rheostats 
must be proportioned to accord with the conditions imposed 
by the voltage regulator. Usually, the requirement is that the 
maximum resistance of the rheostat be great enough to reduce 
the voltage of the generator to 60 per cent, of the normal. 

Relays. — ^Alternating-current relays may be generally divided 
into the overload, reverse power, over-voltage, and no-voltage 
types, and also into instantaneous and time-Umit subdivisions. 
Where direct current is available for operating, it is advisable 
to use circuit-closing relays so that the oil switches, or other 
devices, may be equipped with direct-current releases operated 
by an independent voltage impressed through the contacts of 
the relay. Inasmu<;h as alternating-current relays are generally 
used in connection with current and potential^transformers, the 
use of the direct-current tripping system does not require addi- 
tional current transformers, and does not unbalance those in use. 
The inherent advantages and positive operation of direct-current 
solenoids make their use desirable. 

The most generally used relay is the straight overload, which, 
in the simplest construction, consists of a plunger operated by 
a coil in series with the current transformer in the circuit to be 
protected. When a predetermined current value is reached, the 
solenoid action will lift the plunger which in turn closes an eleo- 
trical contact. It is generally required that these relays have an 
inverse time limit. For such service, a small leather bellows is 
compressed by the upward movement of the plunger, and air 
escapes through an adjustable needle valve. This produces an 
inverse time-Umit effect, as the magnitude of the current, fixes 
the speed with which the bellows is compressed. A definite 
time Um^t may be obtained by the addition of small spring inter- 
posed between the plunger and the bellows. The plunger 
compresses the spring, which, in uncoiling, operates the bellows, 
so that a definite time limit of operations is obtained. 

There are various and more costly methods of obtaining 
these results in a more exact manner, such as the principle of 
escapements, rotation of disks by induced currents, fuse blowing, 
etc., but for most cases, the simpUcity and economy of the plunger 
and bellows type of relay satisfactorily adapt it for the purpose. 
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The most commonly known reverae-power relays are those used 
directly on a line to operate if a reversal of power should occur, 
and the rel ays used in circuit with the power transformers to protect 
the system from internal troubles of the transformers when there 
is more than one transformer bank in multiple. This form of 
relay has each pole made up of two coils, and each coil is con- 
nected to current transformers which latter are connected to 
opposite sides of the transformer circuits. Under normal condi- 
tions of operation, the effect of the two relay coils on each other is 
neutralized, but on occurrence of trouble in the transformer, when 
power flows into it from both directions, the current in one coil 
of the relay reverses, so that both coils then tend to lift the 
plunger and trip the oil switches in both circuits of the trans- 
former. 

The best type of reverse-power relay for power lines, is that 
constructed on the dynamometer principle. The relay then acts 
as a wattmeter, having both current and potential coils. Under 
normal directions of power supply, the relay tends to remain 
open but on reversal there is a tendency for rotation in the 
other direction, as in the indicating wattmeter, which motion 
closes a contact operating the main oil switch. These relays 
may be made to* operate on 1 amp. reversal at 110 volts, 3J^ 
amp. at 20 volts, and 10 amp. at 5 volts, the curve of operation 
being hyperbolic between these values. A change of power factor 
from 80 to 16 per cent, affects these current values only 10 per 
cent. These relays cannot operate on overload or short-circuit 
in the normal direction. 

Another reverse-power relay b the plunger type with current 
and potential coils on the same plunger. The coils are so pro- 
portioned that with full potential, the relay will operate on 1 
amp. reversal of power. This relay is not suitable for protec- 
tion of two parallel feeder lines on account of its tendency to 
operate on overload when the voltage is reduced. As the lines 
are electrically connected, a short-circuit in one line will cause 
the potential to drop on both, and the probability is that both 
relays will operate, one on reversal and the other on overload. 
An arrangement for eliminating this effect is to use two such 
relays, connected mechanically by a walking beam which allows 
one relay to operate at a time, but not both. This, however, 
involves complications in case only one line is operated at a 
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time. In this case, the oil switch must have auxiliary switches 
to reconnect the other relay. 

For hydro-electric generating stations, nearly all abnormal 
conditions can be taken care of by the use of straight overload 
relays, with selective time settings to give the proper sequence 
of operation of the switches, and reverse power relays. 

Current Transformers. — All alternating-current instruments, 
for circuits above 750 volts, should use current and potential 
transformers. 

The current transformer is a plain transformer with primary 
and secondary coils and having an iron shell between the windings. 
Manufacturing standards have fixed 5 amp. as the secondary 
current of all current transformers for normal full load through 
the primary circuit, so that 5 amperes is the current rating of all 
instruments connected thereto for full scale deflection. 

It is erroneous and misleading to speak of current transformers 
having a rating in watts. The rating should be fixed according 
to the character of the load. The ratio of transformation 
does not hold good at all current values. There is a critical 
point on the regulation curve where the ratio is exact; but for 
higher or lower values of current this changes. The error should 
not exceed J^ per cent, at 50 per cent, of normal load; 1 per cent, 
at 25 per cent, load and 2^ per cent, at 10 per cent. load. 

According to the instruments connected to the transformer, 
certain errors are permissible, the case for most careful consider- 
ation being that of watt-hour meters. 

The commercial means of rating current transformers in per- 
missible volt-amperes, is not specific, because the volt-amperes 
vary with the current flowing, but for convenience and as a mode 
of comparison, it is assumed that 5 amp. is the current on which 
the rating is based. As the primary ampere-turns increase, or 
as the primary current increases, the capacity of the transformer 
will increase and vice versa, so that if with 5 amp. in the secondary 
winding, the capacity of the current transformer is 30 volt- 
amperes and a primary current corresponding to 3 amp. in the 
secondary is flowing, the volt-ampere capacity of the transformer 
will be only three-fifths of its rating. Further, it should be 
noted that the ability of a series transformer to maintain its 
ratio of transformation varies slightly, with the frequency. 

The secondary of current transformers should never be open- 
circuited. The primary magnetomotive force of a current 
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transformer, is made up of an exciting, and an active magneto- 
motive force. As the secondary load increases, the ratio of the 
transformer will diminish and the secondary current will de- 
crease. As the secondary current decreases, the active primary 
magnetomotive force opposing it will decrease, and the exciting 
magnetomotive force will increase proportionately. If the 
secondary current becomes zero, then the whole primary mag- 
netomotive force exerts itself as exciting magnetomotive force 
and a destructive voltage results. The secondary open-circuit 
voltage will rise, on the average, to between 800 and 1000 volts, 
and transformers of good design should be able to stand this 
pressure from 5 to 10 min. 

As a rule, current transformers are air-cooled up to about 
15,000 volts but above this value the transformers should be oil- 
cooled and immersed in iron tanks. 

Voltage test of current transformers should be between two 
and one-half and three times the normal rated voltage between 
primary and secondary and between primary and ground. 
The test between secondary and ground may be approximately 
1500 volts in all cases. 

Potential Transformers. — In reducing primary voltage to a 
measurable value it is necessary to employ potential transformers 
of a known and constant ratio. These transformers are rarely 
over 200 watts in capacity which output serves all commercial 
needs for instruments and meters. It has been generally ac- 
cepted that 100 or 110 volts shall be the secondary voltage so 
that the ratio of transformation is 20, 40, 60, 120, etc., respec- 
tively, as the primary voltage is 2200, 4400, 6600 or 13,200. 

While current transformers can be built so that the identical 
transformer is suitable for all commercial frequencies, potential 
transformers can not be so designed. These are widely different 
for, say, 25 cycles and 60 cycles. The former are much larger 
transformers and require more iron for the magnetic circuit. 

It is advisable to place fuses in both the high-tension and low- 
tension circuits of potential transformers. Due to the low 
voltage, the secondary fuses can be standard enclosed fuses, 
of such a capacity that the transformer is absolutely protected 
from overload and leakages to ground which might become seri- 
ous. Fuses should also be placed in the primary. Because of 
the high voltages and correspondingly negligible current, these 
fuses can serve no purpose other than protection in case of short 
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circuits. These fuses can best be of the expulsion type, mounted 
apart from the switchboard when the voltage exceeds 2300. 
Voltages of 2300 and under allow the use of enclosed fuses. 

Transformers may be safely built air-cooled, up to and in- 
cluding 6600 volts but above that it is advisable to use ofl-cooled 
units. Potential transformers are built for all conunercial 
voltages up to 33,000 volts. Above this value it is advisable to 
do all metering on the low-voltage side of the system as instru- 
ment transformers of such rating become abnormally expensive; 
for instance, a potential transformer for a 60,000- volt circuit costs, 
approximately, $400. 

Equipment of Panels. — ^The instruments are usually mounted 
on vertical panels of slate qr marble, the panels being sup- 
ported on an iron framework. 

The panels are equipped for the machines or circuits they con- 
trol. A board usually comprises as the minimum equipment, 
the following: 

1. Exciter panels. — ^There is usually one panel for each exciter, 
unless the exciters are small in which case, two may be served by 
one panel. 

The equipment for each exciter comprises: 

One amperemeter. 

One voltmeter. 

One main switch. 

One plug switch for voltmeter. 

One pilot lamp. 

One exciter field rheostat. 
' Also, there is on one of the panels, a ground detector which is 
made up of a single-throw, double-pole switch, connected with a 
pair of lamps. If the exciters are motor-driven, it is preferable 
to mount the handle of the motor starter on the same panel as 
that of the exciter driven by the motor. 

2. Generator Panels. — One panel for each generator. On 
each one is placed: 

(a) Operating handle for controlling the main oil switch. 
(6) One amperemeter for alternating current. 

(c) One amperemeter switch — ^3 points. 

(d) One voltmeter for alternating current. 

(e) One plug switch for voltmeter — 4 points. 
(J) One plug switch for synchroscope. 
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(flf) One amperemeter for direct current, to measure the 
exciting current. 

(A) One generator field rheostat. 

(i) One generator field switch, with field discharge resistance. 

(j) Two potential transformers (not mounted on the board). 

(fc) Two series transformers (not mounted on the board). 

(Z) One pilot lamp. 

3. Totalizing Panel. — On this are mounted the instruments 
which show the total output of the station. Its usual equip- 
ment comprises: 
! (a) One amperemeter — alternating current. 

(6) One amperemeter switch — ^3 points. 
, (c) One indicating wattmeter. 
, (d) One recording watt-hour meter. 

(e) One frequency meter. 

|(/) One power-factor meter. 

(g) Lighting-circuit switches. 

(A) Operating handle for oil switches to station transformers 
{i.e., small transformers from which current is obtained for 
station motors). 

(i) Overload relay for station oil switch. 

(J) Electrostatic ground detector, usually mounted on an 
iron bracket above panel. 

(/b) One synchroscope. "I These two instruments usually on a 

(Z) One voltmeter. J swinging bracket at end of panel. 

(m) Operating handle of main oil switch, connecting busbars 
with line to step-up transformers. 

(n) Overload relay for main oil switch. 

Sometimes, several lines lead from the busbars to transformer 
banks, in which case, additional oil switches are required, and 
these are mounted on panels called ''feeder panels." 

Framework. — ^Large, elaborate switchboards are usually sup- 
ported on frames of angle iron, the sections being 2 by 3 in., the 
panels resting against the narrow web and the two wide webs 
being bolted together at adjacent sections, as indicated in Kg. 
37. These vertical angles are fastened at the bottom to a 
horizontal channel bar which latter is set in the floor of the 
power station, or switchboard gallery, as shown in the figure. 
Most switchboards, however, are mounted on pipe framework 
made up of vertical pieces of standard wrought-iron pipe 13^ 
to 2 in. diameter. A complete line of malleable-iron fittings has 
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been developed by various manufacturing companiee, by means of 
which the panels, busbars and all accessory portions of the switch- 
board may be easily attached to the vertical pipe supports. 

The pipes axe usually fastened to the floor by standard floor 
flanges, into the sockets of which the pipes are screwed. The 
board is braced in its vertical position by horizontal wall braces 
which run from the top of the board to the wall in the rear, one 
end being connected to the vertical pipe support by means of 
Tee fittings, the other end being fastened to the wall by a 
standard floor flange or a wide angle plate into which the pipe 
is screwed and which is fastened to the wall by means of an 
expansion bolt, passing through the flat section of the wall 




switchboard framework. 



plate. A few of the details of this pipe framework are shown 
in Fig. 37. 

Material of Panels. — At the present time there are two 
materials which are universally used for switchboard work, 
namely, slate and marble. Slate must be carefully selected for 
insulating qualities as well as strength, and when used in its 
natural color must be selected for appearance as well. The 
three varieties of the finished switchboard product used are 
natural black slate, dull black marine-finished slate and black 
enameled slate. 

There are several varieties of marble suitable, the most service- 
able being blue Vermont marble, pink and gray Tennessee, white 
ItaUan and white Vermont. 
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Owing to its greater strength, slate is recommended for all 
switchboard work when the potential directly on it does not 
exceed 1200 volts for natural black slate and 650 volts for dull 
black marine-finished slate. Above these values, marble must be 
used. 

The following gives the characteristics of the various materials 
arranged in tl^e order of their mechanical strength beginning with 
the strongest. 

Natural Black Slate. — Consists of Monson Slate in its natural 
color which is rubbed with oil bringing out its rich black appear- 
ance. It is not easily soiled and needs only an occasional rubbing 
with oil to keep it in good condition. It is the best material 
for switchboards of any class, where the voltage limits given 
are not exceeded. It is less expensive than marble or black 
enameled slate, but slightly more expensive than the dull black 
marine-finished slate. 

DvU BUick Marine-finished Slate. — Is a piu'ple slate to which is 
applied a dull black lacquer giving an appearance closely resem- 
bling natural black slate. The slate itself before being lacquered, 
does not have a uniform color and the coating of lacquer may be 
used to cover an inferior grade of slate with metallic veins which 
would be apparent in the natural black variety. 

Black Enameled Slaie. — Is the same grade as the dull black 
marine-finished but is finished with black japan, baked and 
rubbed down to a highly polished surface. On accoimt of this 
polish it is easily marred and reflects Ught into the eyes of the 
attendant. This material has practically ceased to be used. 

Blue Vermont Marble. — Consists of marble in its natural color. 
It is found in various shades and markings. It has better insulat- 
ing qualities than slate but has not as great strength and should 
not be used where it would be subject to heavy jars. It absorbs 
oil and grease, so that it does not present a clean appearance 
after any considerable age. It is also difficult to match existing 
panels in color when ordering additions. 

White Italian Marble. — Is imported and consequently, delivery 
is delayed accordingly. It varies slightly in shades, absorbs 
grease and oil and easily becomes discolored in a short time. 

Tennessee Marble. — Can be obtained in either pink or gray 
shades. It has the same general characteristics as the other 
marbles, but does not so easily become disfigured with age. 
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White VermorU Marble. — ReeembleB the imported stock except 
that it is practically a pure white, not attractive in appearance 
even at first, and is entirely too difficult to keep clean. 

The width of panels varies from 16 to 24 in., and the usual 
height is from 84 to 96 in., 90 in. being now generally standard. 

The weight of switchboards varies from 300 to 450 lb. per lineal 
foot. 

Plug Switches. — For connecting instruments to different 
circuits, plug Bwitches are used. These are made up of pairs of 
tubular metal sockets, each socket provided with a terminal 
which passes through the panel and is electrically connected with 
its allotted circuit or instrument tenninal. A hand plug, having 
on it four projecting lugs which are of proper size to fit into the 
receptacles, and so spaced on the handle base that they simul- 
taneously slide into the receptacles, constitutes the switch. The 



Fia. 38. — I^ug switch and receptacle. 

plugs are interconnected in any desired manner, by cross-con- 
nections in the handle base. Fig. 38 is a view of a pli^ switch 
and receptacle. 

Ammeter Switches. — These are small rotating switches by 
means of which the three sets of secondary connections from 
series transformers in a three-phase circuit may be connected 
to one amperemeter, the connection being shifted at will, by means 
of a switch, to indicate the current passing through any phase of 
the system. It differs from the plug switch in that the parts 
are so interconnected that in the transition from one phase to 
the next the secondary circuit of the series transformers are 
never opened but are all short-circuited during the movement of 
the switch, and the transformers on those phases which are not 
connected with the amperemeter are maintained short-circuited 
as long as the switch renains in that position. By using these 
switches, one amperemeter only, is required to measure the cur- 
rent flow in any one of the three phases. 
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Field Switches. — The field winding of any generator, com- 
prising as it does, a large- number of turns of wire around iron 
cores which form part of a magnetic circuit, has a very high 
inductance, and if the circuit through which current is suppUed 
to these windings is suddenly opened, the reverse voltage, or 
"kick," from the sudden collapse of the magnetic field may be 
great enough to puncture or injure the windings. In order to 
open the field without producing this inductive voltage, a field 
switch is used which is provided with an auxiUary contact, and 
from this contact to one side of the field circuit is connected a 
resistance. The auxiliary contact is so disposed that the switch 
blade does not touch it when the switch is 
closed and, therefore, there is no circuit 
through the resistance. When the switch is 
opened, the blade touches the auxiliary con- 
tact before it leaves the main contact. Fur- 
ther movement of the switch interrupts the 
circuit from the source of supply of field cur- 
rent, but maintains the connection of the 
resistance across the field circuit. The field 
is, therefore, free to discharge through this 
resistance and, thereby, prevent the pro- 
duction of excessive inductive ''kick.'' The 
arrangement is indicated, diagrammatically, 
in Fig. 39. 

Disconnecting Switches. — Disconnecting switches above 2500 
volts, are mounted on porcelain insulators which in turn are 
generally mounted on steel bases. For 2500 volts and below, 
the ordinary knife switch mounted on a marble base, suffices. 
For voltages above 2500, the switch and insulators may be 
arranged vertically or horizontally, and to open up, or down, as 
the case requires. They may be equally serviceable outdoor or 
indoor, and the studs may be either front-connected or arranged 
with the stud passing through the insulator and projecting 
through the steel base, giving a back-connected effect. If 
desired, the insulators can be mounted on pipe framework by 
means of clamps instead of on flat steel bases. The latter 
arrangement is preferable, however, as it insures constant and 
perfect aUgnment of the contacts at all times and ehminates the 
possible variation caused by the slipping of an insulator on the 




Fia. 39— Field 
switch connections. 
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If the switch opens downward, or if the blade of the switch is 
parallel to, and in proximity to another part of the same conduc- 
tor carrying current of opposite polarity, it should always be pro- 
vided with "safety catch.'' This is a small device attached to 
the upper stud of the switch which insures its being closed unless 
the operator trips the catch with the operating hook when pre- 
paring to open the switch. 

Air-break Switches. — ^Air-break switches can be made with 
any reasonable nimiber of poles and to operate under conditions 
of overload, underload, reverse current, or low voltage. The 
main, current-carrying brush should be of the laminated type and 
so arranged that in closing on the contact block a wiping motion 
is obtained, thus insuring a clean contact. In addition to the 
main contact, there should be an auxiliary metallic contact 
closing the circuit before the main brush, and opening after it does. 
Further, there should be a secondary contact of carbon, operating 
in the same relative sequence to the auxiliary contact, so that in 
opening the circuit-breaker under load, the first break is made by 
the main brush, and the current is shunted through the auxiliary 
contact and the carbon contact, finally breaking the arc through 
the carbon contact, which sequence insures protection and ob- 
viates burning of the main brush. The reversed order of events 
occiu's in closing the circuit-breaker, which condition tends toward 
the same result. 

The heating of circuit-breakers, under load, is comparable 
to that of knife switches and they are subject to the same 
requirements. , 

Oil Circuit-breakers. — The principal advantage of oil switches 
is that they tend to open the circuit when the potential passes 
through zero. 

The size of oil switches is fixed by the rupturing capacity under 
short-circuit conditions. To specify this in kilowatts is mislead- 
ing, as the power factor of a system is a determining factor. 
It is, therefore, necessary to specify the capacity in kilovolt- 
amperes. 

A test to determine these ratings can be arranged by means of 
two or more generators in parallel, all connected to the switch 
under test. The limiting capacity is found when the oil switch 
begins to throw oil. The first trial is made with one'generator 
alone and if the switch successfully opens the short-circuit, the 
kilovolt-ampere capacity is increased by means of additional gen- 
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erators until the switch begins to throw oil, showing that 
the explosive tendency of the arc exceeds the quenching ability 
of the oil, at which current value the maximum rupturing 
capacity of the switch has been reached. 

The rupturing capacity of a switch depends partly on the 
rapidity with which it is opened under short-circuit conditions. 
In the usual hydro-electric station, the reactance of the generators 
with their external connections, is such that the short-circuit 
curve is practically a straight line, the maximum current peak 
being, approximately, four times the normal and occurring within 
a half of the first cycle, after which it rapidly reduces, reaching 
the sustained short-circuit value of current in 20 cycles. For 
stations with less than 8 per cent, reactance between generators 
and their connections to the busbars, the momentary value of the 
short-circuit current reaches about fifteen times the value of 
normal current. 

This abnormal condition can be greatly alleviated by the intro- 
duction of time-limit relays set to trip in not less than 2 sec. 
delay, after which interval the short-circuit current is diminished 
and the severity of the duty imposed on the intervening oil 
switch is greatly reduced. For relays set to trip in 2 sec. delay, 
the ratio between the maximum current at the time of switch 
opening and normal current, for stations with less than 8 per 
cent, reactance, is five times the normal current, and for stations 
with more than 8 per cent, reactance, is three or four times the 
normal. 

Oil switches for systems having considerable generator react- 
ance may be safely rated at 40 per cent, more rupturing capacity 
than those for stations where the reactance of the generators 
(including that of their connections to the buses) is less than 8 
per cent. Similarly, a switch equipped with a time-Umit relay, 
set to trip in not less than 2 sec. delay, can be rated approxi- 
mately with 50 per cent, more rupturing capacity than one set to 
trip instantaneously, or as nearly so as the mechanical movement 
of the parts permits. 

Oil switches can be arranged with all poles in the same oil 
container or in separate compartments, in which latter case the 
rupturing capacity of the switch is increased about 15 per cent, 
on account of the diminished fire hazard. The switches may be 
mounted on pipe framework or in cells or compartments. For 
stations above 15,000 kw., capacity, it is desirable to enclose the 
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busbars in separate compartments, and to mount the oil switches 
with each pole in a separate masonry cell. Such an arrangement 
minimizes the risk from fire and the expense is small in propor- 
tion to the total station cost. 

1 For stations of 15,000-kv,a. capacity or less, it is better to place 
the oil switches in a row on a pipe framework or against the wall 

I in the rear of the board. Hand-operated switches are controlled 



Fig. 40. — Hand-operated oil switch (with overload relay). 

by handles mounted on the switchboard panels, and connected 
to the switch mechanism by means of bell cranks and clevises 
with pipe connecting rods, as shown in Fig. 40. 

Remote-control Switches. — Remote control is of two kinds. 
The switches may be located at a short distance from the board 
and operated manually, there being some form of mechanical 
connection between the switch and the operating handle. 

Where the voltages are great, say above 15,000 volts, and the 
switches become heavy and difficult to move, they are actuated 
by electrical energy, a small geared motor, or heavy solenoid 
being connected with the moving parts to operate them. Usually, 
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the motor, or solenoid, closes the snitchee and a heavy spring f 

by [ 



opens them. Electrically moved switches are controlled 
small hand switches mounted on the switchboard which supply 
enei^ in the desired direction, to the motor, or solenoid. Gener- 
ally, the operating current is taken from the exciter busbars. 
Where remote-control switches are used, they can be placed in any 
desired poisition regardless of the location of the switchboard 



itself, and considerable economy may be effected in running the 
connecting cables from the generators and the busbars to the 
switches. In addition, the apparatus can be concentrated with 
a saving of space, and in case of troubles from high potentials \ 
they are confined to the switches and switch compartments, 
which are usually in fireproof chambers, and removed from the 
operator and the rest of the power station. 
Fig. 41 shows a solenoid-operated oil switch with one of the 
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tanks lowered. Fig. 42 is a picture of a motor-operated oil 
switch, with the tanks removed exposing the switch clips and 
contacts. 

Oil switches should be tested dry, with a voltage apphed 
between the "live" parts and the case, and between the live 
parts and the framework. The switch should stand an appUea- 
tion of at least twice the nor- 
mal operating voltage in either 
instance without flashing or 
breakdown. 

Oil. — The oil used in cells of 
oil break switches, may be any 
good paraffin oil, free from mois- 
ture, provided it meets the fol- 
lowing requirements: Flash 
point to be not under ISO'C; 
fire test not under 200°C . ; 
specific gravity to be approxi- 
mately 0.865. The evapora- 
tion must be negl^ble and it 
must be free from acids and 
alkalies. 

Testing Facilities for Instru- 
ments and Relays.— The cahbra- 
tion of instruments being neces- 
sary from time to time, it is 
desirable to provide means for 
inserting standards in the cir- 
cuits and, periodically, deter- 
mining the accuracy of switch- 
Oaurai MitOTic Co. board instruments, meters, and 
Fig, 42. — Triple-pole, high-ten- relays, 
sion, motor-operated oil Bwitch. n , - . ^ 

TanlcB removed. For the instruments and 

meters, the general method is 
to place the calibrating standards in series with the apparatus 
under test. For instance, all the instruments and meters on a 
generator panel are operated from one set of instrument trans- 
formers. Hence, a means of using calibrating terminals, which 
will allow the insertion of the testing instruments should be pro- 
vided. For the current coils, these terminals each consist of two 
studs with thumb screws and a connecting removable link. The 
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studs must be provided with extra terminals for the connection of 
the leads to the ciu'rent coils of the testing meter, after which 
the connecting link may be removed without open-circuiting the 
ciu'rent transformer secondary. For two- or three-phase circuits, 
only two such calibrating terminals are necessary as this is the 
number of secondary leads from transformers to the panel. 

The potential coils only of testing instruments need be con- 
nected in multiple with those in operation. This can best be 
accompUshed by means of three studs with extra terminals. 
These studs should be wired in circuit with the secondary leads 
from potential transformers to the panel, and the leads from 
testing instruments can be connected to the extra terminals. 

The testing f aciUties for instruments and meters can be, most 
conveniently, mounted on the rear of the switchboard. 

The testing of relays involves more complicated equipment. 
The generally accepted method is by the use of a multipole, 
double-throw, knife-blade switch with blades extending in both 
directions at such an angle to each other tha't the switch makes 
contact on one throw before breaking contact on the other throw. 
This then makes it possible by one operation to entirely dis- 
connect the relay from the current and potential transformers, 
short-circuit the current transformer leads and re-connect the 
relay to the test circuit. This circuit can best be obtained by use 
of a small voltage transformer of, approximately, 1 kw., giving 
110 volts. A variable resistance is used in series with this trans- 
former which controls the current flow. An ammeter with a 
25-amp. scale should also be connected in series with the leads 
of the testing transformer. For a switchboard of considerable 
size it is desirable to have a relay test bus the entire length of 
the board. Only one relay can be tested at a time. It is, of 
course, undesirable to allow the instruments and meters to remain 
in the test circuit, for under such circumstances the watt-hour 
meters would record the power supplied by the testing current 
which would make the statistical readings inaccurate. 

No well-defined method can be illustrated to cover all such 
provisions for relay testing, as each case should be considered on 
its own merits. The use of such a switch as that mentioned 
previously is merely a suggestion applicable in all cases. Period- 
ical testing of protective relays is necessary to insure their 
reliability of operation. 
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gencies when a number of things happen ahnost sunultaneously 
and the attention of the operators is distracted from accurate ob- 
servation by the necessity of action. Hence, any record of dis- 
turbances could be made afterward, only from memory, which is 
not very accurate in any period of excitement. It is just in such 
abnormal conditions that the most complete and accurate record 
is of greatest importance to enable the engineers to determine, 
with certainty, what happened and why it happened, so as to 
take steps to guard against its recurrence. 

A brief analysis of any assumed breakdown in a power system 
shows that there are always two, or more, theoretical explanations 
from which deductions must be made for correcting the pos- 
sibiUty of repetition. If the conclusion is that the line trans- 
former insulation failed the correction is made for it, always 
with the hope that the trouble will be obviated in the future. 
The multi-recorder eliminates the conjecture, and from a study of 
sequences, before and after the trouble, a definite conclusion may 
be reached as to the causes. 

This instrument prints a record on a strip of paper which is 
moved forward only when some operation takes place. So 
rapid is the paper-moving mechanism that it is possible to 
record four separate events in 1 sec. Those occurring less than 
J4 sec. apart are recorded as simultaneous. 

The multi-recorder, in itself, can not operate unless the neces- 
sary contacts and auxiUary apparatus are used to energize it. 
The contacts are placed on various switches or other movable 
parts of the apparatus of which records are to be made, and these 
contacts are wired to small electromagnets on the multi-recorder, 
each magnet controUing a type wheel which bears both a number 
corresponding to the switch and a dash ( — ). The type wheels 
are arranged on a spindle together with similar wheels which at 
the time of printing give the day of the week, the hour, minute 
and second. All of these type wheels are struck at once by print- 
ing hammers whenever an operation takes place, and the record 
is thus stamped on the paper in much the same way as a type- 
writer prints. If a switch is closed, the number allotted to this 
switch appears on the record. If it is open, a dash appears 
instead of a number. The printing mechanism of this instru- 
ment operates only when some phenomenon is occurring in the 
station which actuates the printing mechanism. The paper is 
then stepped forward. 
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At the present time, the multi-recorder is designed for opera- 
tion by current from a 24-volt storage battery. Three amperes 
at 24 volts are required, momentarily, for each operation and 
the wires to the auxiliary switches should be of such size as to 
have a resistance not exceeding 2 ohms. The apparatus is 
made for either 20 or 50 points, which will record 20 or 50 
separate and distinct operations in the power house such as clos- 
ing of oil switches, lightning surges or other phenomena. 



Fio. 45. — Multi-recorder. 

In order to have the multi-recorder make records of surges of 
high frequency which arise in the hne, it is necessary to install a 
coherer sui^e indicator, which is connected in the lead from the 
Ughtning arresters to ground. This device operates on the 
well-known principle of the coherer and by means of relays, can 
be made to actuate a contact connected to the multi-recorder, 
thus registering the passage of current through the lightning 
arrester to ground. 
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In order to have the multi-recorder register high or low voltage, 
potential iodicatiiig relays fulfill the desired purpose. These 
may be either three-phase, or singl&-phase relays, and are so 
constructed that while normal voltage is on the line a contact is 
made which closes the circuit. 

Fig, 45 shows a 50-point multi-recorder and Fig. 46 is a por- 
tion of a record made on one of these instruments, only 12 points 
on the record being shown. 



Fig. 46,— Portion of record sheet of multi-recorder. 

General Methods of Switching. — There are do set rules gov- 
erning the wire connections of a station and the best means 
must be taken to protect the system against possible service 
interruptions. 

Improved methods are being introduced which minimize the 
troubles resulting directly from abnormal line voltages, but as 
long as switching is done in the high-tension side, high-frequency 
surges will occur, which tend to injure the station apparatus. 

Connections from generators to Unes should be so arranged 
that a line with generating capacity enough to charge it, can 
be isolated from the rest of the system for testing purposes. This 
is accomplished by means of the "ring" bus shown in Fig. 47, 
with the required disconnnecting switches. 

By this arrangement the high-tension transformers are paral- 
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leled on the low-tension side. The bus is sectionalized by oil 
switches. 

Note that in this diagram, oil switches are represented by small 
rectangles, generators by circles, reactances by coils, and trans-^ 
formers by the pairs of serrated Knes, which signs will be used to 
represent these subjects in succeeding figures. 

Except in very large stations, the use of a double bus is unwar- 
ranted as sufficient flexibility can be obtained by use of the ring 
bus in addition to the advantage mentioned. 

The ciu*rent-limiting reactances X, shown in the diagram, 
become advisable only when the generating capacity exceeds 
40,000 kw. They are for Umiting excessive flow of current under 
short-circuit conditions. 

Considering now the high-tension lines, it is assumed that there 
will always be at least two circuits in parallel from generators to 
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FiQ. 47. — Sectionalized "ring bus" for paralleling high-tension transformers 

on the low tension side. 

load, a condition which should exist if stress is laid on continuity 
of service. In order to avoid communicating trouble from one 
, circuit to another, they should not be tied together on the high- 
tension side of the transformers. Where so united, any line 
disturbance, be it a high-voltage or a high-frequency surge, is 
impressed directly on all hues, Umited only by the damping 
effect of the line itself, and further aggravated by the fact that 
the whole system, acting as a condenser, discharges itself through 
any breakdown in insulation. On the other hand, if lines are 
paralleled on the low-tension side only, the interposition of the 
transformers adds materially to the damping effect and the 
disturbance is Umited to the damaged line. 

Further, if transformers are paralleled on the high-tension side, 
their equivalent reactance in series with a fault in a given line 
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is only one-nth the reactance which would be effective were one 
bank only in series with the line, n being the number of banks in 
parallel. 

If a transformer bank is made equivalent to the kilowatt 
capacity of one transmission circuit, and paralleled only on the 
low-tension side, as shown in Fig. 48, each bank can be regarded 
as part of the line and all ordinary line switching can be done 
on the low-tension side. 

The disastrous effects of high-tension switching in adjacent 
high-voltage circuits, have been demonstrated on several trans- 
mission systems. Transient voltages from switching rise to 
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Fio. 48. — Arrangement for paralleling hijgh tension tranfiformers on the 

low tension side. 

many times the normal value and may materially affect the life 
of the station apparatus. They become apparent in transformers 
with primary windings designed for 50,000 volts and over, since 
in such designs the electrostatic capacity of the transformers 
becomes considerable. These transient voltages are not pro- 
duced when switching is done on the low-tension side. Many 
apparatus troubles, especially in transformers, are simply the 
culmination of a long series of slight injuries from high-voltage 
switching which have gradually weakened the insulation until 
some comparatively slight abnormal condition causes the final 
breakdown. 
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There is a number of incidental advantages from this scheme 
of treating the transformers as part of the line rather than part 
of the generators. As a rule, the number of high-tension cir- 
cuits will be less, and the corresponding number of oil switches 
reduced, effecting a saving in the station cost and in floor space. 

If Une troubles automatically open the low-tension switches, 
the defective feeder may be segregated, and under emergencies, 
any line may be operated from any bank of transformers. The 
system should of course be operated with the switches at F open. 

If an arrangement involving three 
banks of transformers feeding two out- 
going lines can not be avoided, connec- 
tions as shown in Fig. 49 should be used. 

Switches at E should be non-auto- 
matic but those at A and H should be 
automatic, instantaneous relays being 
used at H and inverse time-Umit relays 
at A. Substation connections should 
be the same as shown in the figure, ex- 
cept that switches corresponding to A 
should have reVerse-energy relays. With 
this arrangement, a short-cu*cuit on a 

Une would cause switches at H, in the ^^ 49!^!!!^ections 
power plant and the substations, to open for three banks of trans- 
first, and since no transformer is de- formers feeding two trans- 

' , mission lines. Transfor- 

energized and no load circuit actually mers paralleled on low 
interrupted, the disturbance wiU be *?^^^ *^^ ^«^ *^^^^ 
comparatively small. Switch il, in the 

short-circuited line, will then open at the substation by re- 
versal, and at the main station, by overload. With a short-cir- 
cuit in any transformer, selective operations will be obtained 
since the switches at H will open first. 

Paralleling all lines to a substation bus involves taking all of 
the load feeders from the same common bus. Systems have 
sometimes been laid out on the assumption that the load requiring 
particularly good n|rvice should have separate supply from the 
main stations. Present tendencies are against such practice. 
A change of load, or other disturbance, will cause less change in 
supply voltage if power is drawn from a common substation bus 
than if the supply circuit is segregated back to the power house. 
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and a bus fed from a number of lines is not likely to lose its 
power supply. 

Summarizing, all cases should be treated individually; in 
general, circuits and generators should be run in multiple and 
the transformer banks should be considered as part of the line 
and not as part of the generators. This latter scheme becomes a 
means of eliminating high-tension switchii^ and its attendant 
menaces to the life of the station apparatus. 

Locations of Control Boards, Buses, and Switches. — In water- 
power stations of very large capacity, it is preferable to have the 
control board on a gallery or mezzanine floor above the level of- 



Fia. 50. — 2300-voU switchboard. 

the generators. This affords the operator an uninterrupted view 
of what takes place on the main floor and insures his being familiar 
with all sequences of starting up and synchronizing. This 
arrangement is also advisable if there is any possibility of the 
main floor becoming flooded. This position of the control board 
is desirable for either a hand or electrically controlled equipment, 
the former of which may be operated by means of bell cranks and 
hangers allowing the oil switches to be mounted at any reasonable 
distance from the control panels. 
The location of oil switches and accessories in the m^n circuits 
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ie beat determined by machine positions with a view of miDimizing 
the length of the connecting cables. 

Figure 50 shows an excellent arrangement for a 2300-voIt 
manually controlled switchboard. Fig. 51 shows a good arrange- 
ment for a 6600-volt manually operated board with two sets 
of busbars. 

The diagram shown in Fig. 52 is that of a 6600-volt manually 
controlled switchboard. The exciters are motor driven, and the 



handles of the motor starters are mounted on the exciter panels. 
The 440-voIt circuit is for the exciter motors and other station 
power supply. 

It is to be noted that the station lighting supply may be taken 
from either the exciter circuit or from a low-voltage tap on the 
station transformers depending on the direction in which double- 
throw lighting switches are thrown. 

Figure 53 is a photograph of a small, manually controlled 
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Bwitch boArd, showing edgewiBe inatruments, rheostats mounted 
above the board, and oil switches in the rear of the board. 

Remote-control Systems. — The generator buses and low- 
tension feeder switches may be arranged as shown in Fig. 54. 

For water-power plants, the busbars are sometimes mounted 
in cell compartments to avoid the possibility of fire risk and 
spreading of trouble from a defective part. The cell structure is 
built with 4-in. concrete vertical walls 
and 2-in. horizontal slates for the sup- 
port of the insulators carrying the 



The arrangement shown in Fig. 54 
can be mounted on the same gallery 
with the control board as the through 
dimension is comparatively small, but, 
in general, it is found advisable to 
mount the bus compartments on the 
floor with the generators, using bot- 
tom-connected oil switches on the floor 

above, that is, on a level with the con- ' 

trol board. Alternative arrangements 
and relative positions of generator and 
high-tension switches and buses are 
shown in Figs. 55, 56, 57 and 58. The 
last figure shows a good arrangement 
for a double-busbar system. 

Where space permits, it is better to 
house all parts within the station which 
may require attention or repair. It is 
desirable to mount the high-tension 
apparatus and switches outdoors when 
conditions permit. This obviates the 

nece»ity of separate oompartmentB tor £b.,f b^HlfSShl 
the high-tension switches and buses. 

There are two variations of this arrangement, one being that in 
which all apparatus beyond the transformers is mounted outside 
the station; the other, that in which the transformers are placed 
outdoors together with the high-tension switch gear and acces- 
sories. The relative advant^es of the indoor and outdoor in- 
stallations seem to be in favor of the former, where the size 
and location of the generators demands a building of such di- 
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Fig. 55. — ^Arrangement of oil switches at distance from busbars. 
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Fig. 56. — ^Arrangement of. busbars Fig. 67. — ^Arrangement of bus- 
and oil switches at same level. bars and oil switch. 
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mensions that the auxiliary equipment may be housed in it, 
without appreciable increase in its size. On the other hand, 
when imits of small capacity are used and are few in number, 
a balance of first cost is in favor of locating transformers and 
high-tension switching apparatus outdoors. This subject is 
more fully discussed in Chap. V. 

Benchboards. — Switching arrangements are frequently pro- 
vided in which the switches and rheostats are electrically con- 
trolled, and operated by small manual switches, or push buttons. 
These control switches are mounted on a long marble-topped, 
or slate-topped, bench, or desk. Miniature busbars are laid 
out on the surface of the desk, 
which carry no current but 
form a facsimile of the actual 
busbar connections. In this 
miniature scheme, the control 
switch for any main switch is 
placed in the same position 
with respect to the small bus- 
bars as is the main switch 
with respect to the actual bus- 
bars, so that the operator can 
see what connections are being 
made, at any time. The in- 
dicating and recording instru- 
ments are usually mounted on 
vertical panels located above 
the bench. Fig. 59 shows the 
arrangement of a benchboard 
in which the instrument panels 
are mounted above the bench 




Fig. 58. — Arrangement of oil 
switches and busbars. Main and 
auxiliary busbars. 



and supported on columns so that the operator can have a clear 
view of the power station, looking over the bench and under the 
panel. The cost of complete switching arrangements with bench- 
board is considerable and the expense is usually not warranted 
in stations having an output of under 15,000 k.w. 

Specifications. — Following are two sets of specifications for 
switchboards, one for a small board for a 6000-k.w. 2300/44,000- 
volt station, the other for a 48,000-k.w. 6600/110,000-volt 
station. The former is a hand-controlled board, the latter a 
bench-controlled equipment. These specifications are instruc- 
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tive as to the requirements that the instruments, switches, and 
other devices must fulfill, and the various items necessary to make 
up a complete equipment. 
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Fig. 59. — Bench control board. 



SPECIFICATION NO. i 

For 6000 k.w. 2300/44,000-Volt Switchboard 
1. These specifications submitted by 



, hereinafter 

called the purchaser, to the contractor or manufacturer who proposes 
to do the work, are intended to cover the manufacture, delivery and 
installation of a complete switchboard. Any item necessary for the 
successful operation of the switchboard covered in the specifications 
and not shown on the accompanying blue prints, or vice versa, shall be 
furnished as if called for in both instances. The purchaser reserves the 
right to reject any or all details of the equipment which may prove 
defective in the coiu'se of one year from acceptance test. 

2. The contractor shall prepare drawings showing the front and 
back of the switchboard and arrangement of the switching apparatus 
and submit them to purchaser for approval before proceeding with work 
in the factory. 

3. The contractor shall furnish and install in conduit, in an approved 
manner, all instrument and control wiring between the switchboard and 
parts of the same remote therefrom. 

4. The contractor shall hold the purchaser free from suit or lawful 
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damages in case of patent infringement on material furnished under 
these specifications, and shall furnish counsel and pay indemnity for 
delays caused by injunctions granted. 

5. The engineer in charge shall have the privilege of inspection during 
the manufacture of the switchboard in the factory and any part may 
be rejected if, in his opinion, it does not fulfill the requirements of these 
specifications. 

6. The contractor shall submit a detailed bill of material covering 
apparatus which it is proposed to furnish and mention these specifica- 
tions and any exceptions which are being taken. These exceptions 
must first have the approval of the engineer in charge, or his duly 
appointed representative. 

7. The material of panels shall be natural, black-oiled finish, Monson 
slate free from metallic veins or other defects, and of good insulating 
qualities. The panels shall be 90 in. high, each composed of two sections. 
They shall be of such thickness as to render them mechanically strong 
enough to support all apparatus and withstand all strains due to clos- 
ing or opening of devices mounted thereon without danger of breaking. 
No panel shall be less than 2 in. thick. They shall be of sufficient 
width to accommodate the apparatus mounted thereon, allowing proper 
space between devices. The panels shall have a ^-in. bevel on all 
front edges. The supporting framework shall consist of substantial 
iron pipe and fittings finished in a suitable manner. The pipe for the 
tie-rods to the wall will be furnished by the purchaser but the fittihgs 
for them mfist be supplied by the switchboard builder. 

8. Each oil switch specified hereinafter shall be subjected to an 
insulation test, at least equal to that prescribed in the standardization 
rules of the American Institute of Electrical Engineers. Insulators 
shall be of one piece, high-grade, wet-process porcelain of sufficient 
length to extend through the cover plate to the contacts below the 
surface of the oil. Insulators must be securely held in place by metal 
clamps. Contacts must be so constructed that a clean surface is 
maintained by a wiping motion thereon. Liberal working contact 
area must be provided which will be amply protected from pitting by 
substantial renewable burning tips. Double break shall be provided 
for each pole. Each part is to be accurately constructed in order to 
insure perfect adaptabiUty to any like oil switch or to any similar 
function in the same switch. Jt sufficient quantity of high-grade 
mineral oil having high flash and ignition points, is to be furnished with 
each switch. Hand-operated automatic switches shall trip free from 
the operating handle and the mechanism shall include a device for 
indicating from the front of the board whether the switch is open or 
closed. Switches must be closed through a toggle so constructed that 
the greatest pressure on the contacts is obtained at the completion of 
the stroke. Switches must be held in open position by gravity. No 
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1 

part of a switch shall have a temperature rise greater than 30°C. above 
the surrounding air when carrying full-rated current. The switches 
shall be capable of opening a short-circuit suppUed by the combined 
capacity of the generators hereinafter mentioned, without injury to 
themselves. 

9. Switchboard will control: 

Three 2000 kw*, 80 per cent, power factor, 2300-volt, three- 
phase, 60-cycle, waterwheel-driven generators, 26 per cent, 
overload for 2 hr. Each generator with 40-kw., 125-volt, direct- 
connected exciter. 

One 40-kw., 125-volt, auxiliary exciter, direct-connected to 2300- 
volt, three-phase, GO^cycle, squirrel-cage induction motor. 

Six 666-kv.a., 2300/44,000-volt, single-phase transformers con- 
nected in two three-phase banks. 

Two 2000-kv.a., 44,000-volt, three-phase outgoing Unes. 

Three 10-kv.a., 2300/220^1 10-volt, single-phase, transformers, 
delta-connected for station auxiUaries and lighting. 

Switchboard will consist of: 
One swinging bracket. 
Four exciter panels. 
One station auxiliary panel. 
One regulator, bus tie and exciter motor panel. 
Three generator panels. 
Two low-tension transformer panels. 
High-tension disconnecting switches and oil switch. 
Lightning arresters. 
Choke coils. 

Item No. 1. — One swinging bracket having mounted thereon: 
One 110-volt, 60-cycle, synchronizing indicator with lamps. 
One 150-volt, exciter voltmeter, synchronizing plugs and potential 
plug. 

Item No. 2. — Foiu* direct-current exciter panels, capacity 125 volt, 
40 kw. Equipment per panel: 

One 500-amp. ammeter with shunt. 
One handwheel and mounting for field rheostat. 
One four-point potential receptacle. 
One T.P.S.T., 250-volt, 400-amp. main switch. 
One handwheel and mounting for equalizer rheostat, copper for 
interconnections between the above apparatus and to the buses. 

Item No. 3. — One station auxiliary panel, capacity 2300/220-110 volt, 
30 kw. Equipment: 

One D.P. inverse time-limit, overload relay. 
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One T.P.D.T., 2500-volt, automatic oil switch on pipe frame- 
work remote from panel, including pipe framework and 
fittings for supporting the switch and interconnections be- 
tween the switch, current transformers and buses. 

Two 10-amp. current transformers. 

Four T.P.S.T., 250-volt, 100-amp. fused, lever switches. Also 
copper for interconnections between the above switches. 

Item No. 4. — One regulator, bus-tie exciter motor panel, capacity 
2300 volt, 75 hp. Equipment as follows: 
I One automatic, generator voltage regulator and accessories. 

One D.P.D.T. fused, knife switch for connecting regulator to 
either bus. 

One T.P.D.T., 2500-volt automatic overload, hand-operated 
oil switch on pipe framework, remote from panel, including 
pipe framework and fittings for supporting the switch, con- 
nections between the switch, disconnecting switches, current 
transformers and buses. 

One T.P.S.T., 2500-volt, 800-amp. non-automatic, hand-operated, 
bus-tie oil switch on pipe framework, remote from panel, 
including pipe framework and fittings for supporting the 
switch and connections between th^ switch, disconnecting 
switches and buses. 

One D.P. inverse time-limit, overload relay. 

Two 30-amp. current transformers. 

Six S.P.S.T., 2500-volt 300-amp. disconnecting switches on 
marble bases. 

Six S.P.S.T., 2500-volt 800-amp. disconnecting switches on 
marble bases. 

Item No. 5. — Three three-phase, 60-cycle generator panels, capacity 
2300-volts, 2000 kw., 80 per cent, power factor. Equipment per 
panel: 

One 5-amp. ammeter with 1000 amp. scale. 

One 175-volt voltmeter. 

One 5-amp. 110-volt, polyphase, indicating wattmeter with 4000- 

kw. scale. 
^One 500-amp. field ammeter with shunt. 
One 110-volt, 60-cycle frequency indicator with 55-60-65-cycle 

scale. 
One three-way ammeter switch. 

One eight-point potential receptacle with four-point plug. 
One synchronizing receptacle. 
One chain operating mechanism for field rheostat. 
^ One D.P.S.T., 250-volt, 400-amp. field switch with discharging 

I resistance clip. 
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One T.P.D.T., 2500-volt, 800-amp. noti-automatic, hand-operated 
oil switch on pipe framework, remote from panel, including 
pipe framework and fittings for supporting the switch and 
connections between the switch, disconnecting switches, 
current transformers and busbars. 

One 110-volt, 5-amp. polyphase watt-hour meter. 

Two 1000-amp. current transformers. 

Two 2200/ 110-volt, 60-cycle potential transformers with pro- 
tective fuses. 

Six S.P.S.T., 2500-volt, 800-amp. disconnecting switches on 
marble bases. 

Item No. 6. — Two low-tension transformer panels, capacity -2300 
volts, 2,000 kv.a. Equipment, per panel, as follows: 

One 5-amp. ammeter with 1000-amp. scale. 

One D. P. inverse time-limit, overload relay. 

One three-way ammeter switch. 

One T.P.D.T., 2500-volt, 800-amp. automatic overload hand- 
operated oil switch on pipe framework, remote from panel 
including pipe framework and fittings for supporting switch 
and connections between the switch, disconnecting switches, 
current transformers and buses. 

One 110-volt, 5-amp. polyphase, watt-hour meter. 

Two 1000-amp. ciurent transformers. 

Two 2200/1 10-volt, 60-cycle potential transformers. 

Six S.P.S.T., 2500-volt, 800-amp. disconnecting switches on 
marble bases. 

Item No. 7. — Two high-tension transformer and outgoing line 
equipments, each consisting of: 

Six S.P.S.T., 44,000-volt disconnecting switches on separate 
steel bases (indoor type). 

Three 40-amp. series ammeters mounted on 44,000-volt post- 
type insulators. 

Three 44,000-volt choke coils on separate steel bases (indoor 
type). 

One 44,000-volt aluminum-cell, electrolytic lightning arresters 
(indoor type) complete with tanks, horn gaps, electrolyte, 
supporting framework and accessories. 

Item No. 8. — One high-tension transfer equipment consisting of: 

Six S.P.S.T., 44,000-volt, front-connected disconnecting switches 
/ on separate steel bases. 

One T.P.S.T., 44,000-volt, non-automatic, hand-operated (indoor 
type) oil switch. 

Item No. 9. — Bus material for exciter and 2300-volt buses including 
necessary supporting insulators. 
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Item No. 10. — ^Back of board type current and potential calibrating 
terminals for all 2300-volt circuits equipped with instrument trans- 
formers. 

SPECIFICATION NO. 2 

For 48,000 kv.a., 6600-1 10,000-volt Switchboard 

(General paragraphs, 1 to 6 inclusive, identical with similarly num- 
bered paragraphs in Specification No. 1.) 

7. The material of panels shall be natural black, oil finish, Monson 
slate free from metallic streaks, or veins, or other defects and of good 
insulating qualities. The slate slabs shall be of such thickness as to 
render them mechanically strong enough to support all apparatus and 
withstand all strains due to closing or opening of devices mounted 
thereon without danger of breakage. No panel shall be less than 2 
in. thick. The panel shall be of sufficient width to accommodate the 
apparatus mounted thereon allowing proper spacing between devices. 
Panels shall have a %-in. bevel on all front edges. The supporting 
framework shall consist of substantial iron pipe and fittings finished in 
a suitable manner. The pipe for the tie-rods to the wall, where nec- 
essary, will be furnished by the contractor, but the fittings for them 
must be supplied by the manufacturer. 

The switchboard is to be of the gallery type, bench-control board, 
illustrated in accompan3dng blue prints. The proposed dimensions 
of slate slabs, instruments and meter locations, and arrangement of 
control devices are to have the sanction and approval of the engineer 
in charge. There shall be provided on the face of the benchboard, mimic 
busbars bo arranged in connection with the control 4de vices that a 
graphic indication is shown the operator of the existing positions of the 
oil switches with respect to the busbars. 

Oil Switches — 6600-volt Switches. — ^feach pole of the oil switches 
specified hereinafter, shall consist of a separate unit in which the circuit 
is broken under oil within a seamless steel vessel. Switches are to be 
arranged for mounting in brick or concrete cells, the necessary slate, 
soapstone, doors, structural-steel work and fittings for the cell to 
be included. Each oil switch hereinafter specified shall be subjected 
to an insulation test at least equal to that prescribed in the stand- 
ardization rules of the American Institute of Electrical Engineers. 
Switches and contacts must be so constructed that a clean surface is 
maintained by a wiping motion thereon. Liberal working contact 
area must be provided which will be amply protected from pitting by 
substantial burning contacts. Double break shall be provided for each 
pole. Each part is to be accurately constructed in order to assure 
adaptability to any like oil switch or to any similar function in the same 
switch. A sufficient quantity of high-grade mineral oil of high flash 
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and ignition points is to be furnished with each switch. No part of 
any switch shall have a temperature rise greater than 30°C. above the 
surrounding air when carrying full rated current. Switches shall be 
operated by means of a motor-driven mechanism capable of positive 
operation on from 70 to 140 volt, direct current, without injury to the 
switch or mechanism. The mechanism is to be positive in its opera- 
tion and equipped with the necessary auxiUary devices to insure the 
completion of, and to prevent any action beyond, the desired stroke,, 
excepting in the case of an automatic switch which shall trip free of 
the control mechanism, which switch mechanism shall be so designed 
that the motor current is not carried through the control switch. A 
sufficient air space is to be provided above the surface of the oil to 
permit of a gradual discharge of any gases which may be generated 
in the operation of the switch under load. The ultimate total power, 
including overloads of 1 hr. or more, feeding the buses of the generating 
station will be 48,000 kv.a. maximum. Each oil switch furnished under 
these specifications for this station shall be suitable for this capacity 
under all probable conditions of service. 

Control switches shall be so constructed that they return to the open 
position by means of a spring, and so designed that their operation will 
be comparatively slow, thus avoiding accidental action. They shall be 
provided with a mechanical device to indicate which throw was last 
closed, and in addition, red and green indicating lamps to indicate the 
actual position of the oil switch, are to be fiu'nished. The necessary 
auxiliary switches for the operation of these lamps shall be provided 
with the oil switches. 

110,000-volt Switches. — ^Each pole of the switches hereinafter 
specified shall consist of a separate, top-connected unit mounted in a 
steel bank. Switches are to be of a design which will avoid the necessity 
of any barriers or cells. Each oil switch specified shall be subjected 
to an insulation test at least equal to that prescribed in the standard- 
ization rules of the American Institute of Electrical Engineers. Bush- 
ings shall be of sufficient length to extend through the cover to the 
contacts below the surface of the oil. The exposed portion shall be 
constructed in such a manner that a sufficient surface is protected from 
rain or snow to give the required insulation with the switch entirely 
exposed to the weather. Bushings must be secured to the cover by 
metal clamps in order that they may be easily removable for inspection 
or repair. Contacts must be so constructed that a clean surface is 
maintained by a wiping motion thereon. Liberal working contact 
area must be provided which will be amply protected from pitting by 
substantial renewable burning tips. Double break shall be provided 
for each pole. Each part is to be accurately constructed in order to 
insiu'e perfect adaptability to any like oil switch or any similar func- 
tion in the same switch. A sufficient quantity of high-grade mineral 
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oS having high flash and ignition points and low carbonizing properties 
is to be furnished with each switch. Oil must be capable of with- 
standing a minimum temperature of — 15°C. without decreasing the 
stated rupturing capacity of the switch. All hand-operated switches 
shall trip free from the operating handle. Switches must be held in 
the open position by gravity. The operating mechanism shall be made 
up of parts having a dustproof finish. 

Non-corrosive pins are to be used throughout and the mechanism 
shall be enclosed in such a manner as to give it proper protection from 
the weather. No part of the switch shall have a temperature rise greater 
than 30°C. above the surrounding air when carrying full rated current 
excepting thafin switches equipped with bushing-type current trans- 
formers, the transformers and their enclosing casing shall have a tem- 
perature rise not to exceed 45°C. 

The ultimate total power, including overloads of 1 hr. or more, feed- 
ing to buses of the generating station will be 48,000 kv.a. maximum. 
Each oil switch furnished under these specifications for this station shall 
be suitable for this capacity under all probable conditions of service. 
The solenoids called for in these specifications are to be capable of 
positive operation on from 70 to 140 volts, direct cui^rent without 
injury to the switch or solenoid. Each solenoid shall be provided 
with a control relay so connected that the current for the closing coil 
shall not be carried to the control switch. Solenoids shall be. equipped 
with a waterproof hood and provision is to be made for mounting of 
necessary relays within this hood. The sides of the hood must be 
easily removable for examination. A readily accessible device for 
manually tripping the switch is to be included with the solenoid. Con- 
trol switches shall be so constructed that they return to the open 
position by means of a spring, and so designed that their operation will 
be slow, thus avoiding accidental action. They shall be provided with 
a mechanical device to indicate which throw was last closed and in 
addition red and green indicating lamps to indicate the actual position 
of the oil switch are to be furnished. The necessary auxiliary switches 
for the operation of these lamps shall be provided with the oil switches. 

9. Switchboard will Control.— Four 10,000-kv.a., 6,600-volt, three- 
phase, 60-cycle, waterwheel-driven generators, with 25 per cent. 

overload for 2 hr. 
Four 100-kw., 250-volt, direct-current, direct-connected exciters. 
One 100-kw., 250-volt motor-driven exciter with 6600-volt 

squirrel-cage induction motor. 
X)ne 60-kv.a., 6600/220-1 10-volt, three-phase, station trans- 
former bank. 
Four 10,000-kv.a., 6600/1 10,000-volt, three-phase, transformer 
banks, 25 per cent, overload for 2 hr. 
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Four 20,000-kv.a., 110,000-volt, three-phase, outgoing lines. 
One 10-kw., 125-volt, motor-driven, auxiliary generator with 

220-volt, squirrel-cage, induction motor. 
One 400-amp.-hr. lead storage battery consisting of 44 cells. 

Note. — The above 10-kw. motor-generator set and storage battery 
are for the operation of oil switches, indicating lamps and auxiliary 
devices. 

10. Switchboard Will Consist of. — ^Benchboard material including 
slate, supporting framework, fittings, etc. 
Four generator control equipments. 
Three bus-tie equipments. 
One station auxiliary equipment. 
Four low-tension transformer equipments. 
Four high-tension outgoing-Une equipments. 
One high-tension bus-tie equipment. 
Four 110,000-volt hghtning arresters. 
Twelve 110,000-volt choke coils. 

Two 6600-volt busbai* hmiting reactances, high- and low- 
tension bus material with supporting insulators, dash feed of 
multi-contactor control and instrument cable. 

Item No. 1. — Benchboard material consisting of slate slabs with 
end pieces, supporting pipe framework, ornamental pedestals, all as 
indicated in the attached blue prints. Mimic bus material. 

Item No, 2. — Four three-phase, 60-cycle generator equipments, 
capacity 6600 volt, 10,000 kv.a. 

Each equipment to consist of: 

One 5-amp. ammeter with 1200-amp. scale. 

One amp. field ammeter with shunt. 

One 5-amp., 110-volt polyphase indicating wattmeter with 
20,000-kw. scale. 

One 5-amp., 110-volt, balanced, three-phase power-factor indi- 
cator with 60-100-60 per cent, scale. 

One 175-volt voltmeter. 

One eight-point potential receptacle with four-point plug. 

One six-point synchronizing receptacle. 

One three-way ammeter switch. 

One governor control switch. 

One rheostat control switch. 

Two field switch control switches. 

One T.P.S.T., 6600-volt, 1200-amp., motor-operated oil switch 
for mounting in brick or concrete cell with separate com- 
partments. 
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For bottom connectioa of maia cables. 

One oil switch control switch with indicating lamps. 

Three T.P.S.T., 6600-volt, 1200-amp. front-connected discon- 
necting switches on separate steel bases. 

Two 6600/110-volt, 60-cycle potential transformers with 
primary and secondary protective fuses. 

Two 1200-amp. current transformers. 

One 5-amp., 110-volt, polyphase, watt-hour meter. 

Item No, 3. — ^Three bus-tie equipments each consisting of: 

One T.P.S.T., 6600-volt, 2000-amp. motor-operated oil switch 
for mounting in brick or concrete cells in separate com- 
partments. 

For bottom connection of switches. 

Six S.P.S.T., 6600-volt, 2000-amp. back-connected disconnect- 
ing switches on separate steel bases. 

One oil switch control switch. 
Item No. 4. — One station auxiliary and totalizing equipment con- 
sisting of: 

One 1500-amp. exciter ammeter with shunt. 

One 150-volt exciter voltmeter. 

Two 5-amp. alternating-current ammeters with 10-amp. scale. 

One 110-volt, 60-cycle frequency indicator with 55-60-65-cycle 
scale. 

One pivoted bracket containing: 

One 110-volt, 60-cycle synchronism indicator with lamps. 

Two 175-volt, alternating-current voltmeters. 

One T.P.S.T., 6600-volt, 300-amp. motor-operated oil switch 
for mounting in brick or concrete cells in separate com- 
partments. 

For bottom connection of main cables. 

Twelve S.P.S.T., 6600-volt, 300-amp. front-connected, discon- 
necting switches on separate steel bases. 

Four 10-amp. current transformers. 

Four 6600/110-volt, 60-cycle potential transformers with 
protective fuses. 

One oil switch control switch. 

One exciter switch control switch. 

Item No. 5. — Four low-tension transformer equipments capacity 
6600 volts, 10,000-kv.a., each equipment to consist of: 

One T.P.S.T., 6600-volt, 1200-amp. motor-operated oil switch 
for mounting in brick or concrete cell in separate com- 
partments. 
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For bottom and side oonnection of main cables. 

Three S.P.S.T., 6600-volt, 1200-amp. back-connected discon- 
necting switches on separate steel bases. 
One oil switch control switch. 
One 5-amp. ammeter with 1200-amp. scale. 
One three-way ammeter switch. 
One D.P. inverse time-limit overload relay. 
Two 1200-amp. current transformers. 
One 110-volt, 5-amp. polyphase, watt-hour meter. 

Note. — The above watt-hour meter to be operated from potential 
transformers connected to the busbars. 

Item No. 6. — Four high-tension outgoing-line equipments, capacity 
110,000 volts, 20,000 kv.a., each equipment to consist of: 

One T.P.S.T., 110,000-volt, 150-amp. solenoid-operated, 
outdoor-type oil switch with bushing-type current trans- 
formers and inverse time-Umit overload relay mounted in the 
oil-switch housing. 

One oil switch control switch mounted on benchboard. 

Nine T.P.S.T., 110,000-volt, 150-amp. outdoor-type discon- 
necting switches on separate steel bases. 

Three 110,000-volt, 150-amp. outdoor-type choke coils on 
separate steel bases. 

One 110,000-volt aluminum-cell electrolytic lightning arrester, 
outdoor type, complete with banks, horn gaps, electroljrte, 
necessary supporting framework and accessories. 

One high-tension bus-tie equipment consisting of: 

One T.P.S.T., 110,000-volt, 150-amp. solenoid-operated out- 
door-type, non-automatic oil switch. 

Six S.P.S.T., 110,000-volt, 150-amp. disconnecting switches on 
separate steel bases. 

One oil switch control switch. 

Item No. 7. — High-tension and low-tension bus material including 
necessary supporting insulators. 
Low-tension bus material to consist of: 

Formed copper bar bent to shape for main buses and inter- 
connections between oil switches, disconnecting switches, 
buses and reactances. 

High-tension bus work to consist of: 

feet X copper tubing. 

Item No. 8. — Four generator field switch panels for mounting remote 
from benchboard, capacity 250 volt, 100 kw., size 16 by 36 by 2 on 48- 
in. pipe supports. Equipment per panel: 
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Two D.P., 250-volt, 500-amp. non-automatic, solenoid-operated, 
field switches with discharging resistance clips. 

One auxiliary exciter switch panel, capacity 250 volts, 100 kw., 
size 31 by 16 by 2 on 48-in. supports. Equipment: 

One D.P., 250-volt, 500-amp. automatic, solenoid-operated 

circuit-breaker. 
One handwheel and mounting for field rheostat. 

Item No, 9. — One D.C. generator and battery control panel, size 
48 by 24 by 2, on 76-in. supports. Equipment: 

One S.P., 250-volt, 100-amp. automatic overload release and 

current circuit-breaker. 
One 150-amp. ammeter with shunt. 
One 175-volt voltmeter. 

One 80-0-200-amp. battery ammeter with shunt. 
One handwheel and mounting for field rheostat. 
Three four-point potential receptacles with four-point plug. 
One T.P.D.T., 250-volt, 100-amp. battery switch. 
One S.P.S.T., 250-volt, 100-amp. generator switch. 
Two D.P.S.T., 250-volt, 100-amp. fused feeder switches. 
Copper for interconnections on the back of the board. 

Item No, 10. — One A.C. lighting and auxiliary panel, capacity 220- 
110 volts, 60 kv.a., size 48 by 32 by IH on 72-in. supports. Equip- 
ment: 

Nine T.P.S.T., 250-volt, 100-amp. fused feeder switches. 

Copper for interconnections on the back of the board. 

Item No, 11. — ^Two power-limiting reactances. 

Multi-conductor cable, each wire consisting of: 

Nineteen strands of No. 22 wire in the following quantities: 

ft. of three-conductor. 

ft. of five-conductor. 

etc. 

Item No, 12. — Five supporting pedestals of approved design, each 
having mounted thereon: 

One automatic, generator voltage regulator complete with all 
necessary accessories for successful operation. 

Note. — ^The above five regulators are to be suitable for operation 
with the four direct-connected exciters and the auxiliary motor-driven 
exciter. 
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CHAPTER IV 

CRANES 

A crane is an essential part of the equipment of any power 
station, provided it is erected before any of the apparatus is 
put in place, and used for the purpose of installing the machinery 
and apparatus. It will save enough to pay for itself in doing this 
work alone. 

An overhead, traveUing crane comprises a pair of rails properly 
supported, one being placed on either side of the power house. 
On each rail runs a truck called the bridge truck. Spanning 
the distance between the two rails and fastened to the bridge 
trucks is a pair of girders called the bridge. On top of the 
bridge, a four-wheel carriage is placed which travels from one 
end to the other of the bridge, and on this carriage is mounted 
a hoisting apparatus. Carriage and hoist together are termed 
the trolley. From the hoisting apparatus is hung the lifting hook 
and the pulley block to which it is attached. Fig. 60 shows 
the outUne of a hand-operated traveUng crane, the bridge, trolley 
and crane hook being shown in elevation, while an end view is 
shown of the bridge trucks, at either end of the bridge. The 
whole crane is movable along on the runway running lengthwise 
of the power house, while the trolley is movable over the bridge, 
across the power house. These two motions, together with the 
hoisting, require three separate applications of power. In 
many instances the cranes are completely motor-actuated, there 
being three motors on the crane, one being provided for each of 
the required motions. In some cases, the movement of the 
bridge and of the trolley are effected by hand, a single motor 
being used to operate the hoisting mechanism. The most 
suitable crane for power-station work is one in which all of the 
operations are performed manually. The principal use of the 
crane is in erecting the machinery when it is first installed and, 
at that time, electric current for operating the motor is seldom 
available. In a large station, where a nimiber of units are to be 
installed, it may, occasionally, be economical to use a motor- 
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driven crane and arrange for temporary current supply for it 
during the period of erection. This is a question which can not 
be reduced to a definite formula but must be fixed by the judg- 
ment of the engineer and based on the specific loc^ conditions. 



I'W 



Fia. 60. — CTane-clettrance diagram. 





Table 3 


—Clearance a fob 


Hand 


POWBB CSANES 






(Nortl 


em EapneoilDE Works, Dotroit. Micblstm.) 
























WhMl 


CM>«Hy 


Span 


■* 


S 


H 


14" 


K 


T- 


r< 


,™sa., 


2 >Dll 3 tODH 


30' or lew 


14" 


5M" 


2'*" 


3 


0" 


18" 


19" 


S'4" 


Z Kid 3 tons 


Sl'toW 




7M" 


2'7" 


14" 






18" 




5'6" 


4BndStaiui 


ao'ori™ 


IT" 


8" 




14" 


3 


8" 


22" 


18" 


yi" 






22" 


7M" 


3'0" 


14" 


3 


8" 


22" 


18" 


ra" 


7 Md 8 ICM 


SCorlM. 












8" 


22" 






7sndSton. 


31' to 60' 


22" 


7M" 


3'I" 


16" 




8" 


22" 


18" 


6'3" 


10 Bod 12 toiu 




20" 




3'2" 


18" 






2'0" 


20" 


«'0" 


10 Hid 12 tont 






7M" 












20" 


6'8" 


IS tODI 


SO'orl™ 


22" 


■m" 


3'4" 


18" 


S 




2'3" 


2'3" 


fl'8" 




31' WW 




7M" 


3'7W" 


18" 


8'2" 


3'3" 


3'3" 


fl'8" 


20 ton* 


30' or leu 




7M" 


3'4" 


18" 




2'3" 


2-3" 


fl'8" 


20 toiu 


31'to60' 


2-2" 


7«" 


3'8" 


18" 


B'4" 


2'3" 


2-3" 


6-8" 



Hand cranes should have at least two hoisting speeds, and, 
preferably, three. They should be provided with quick-lowering 
attachments and a positive, rehable brake which will hold the 
load in any position. With these devices, the handling of 
materials and parts of comparatively light weight can be greatly 
expedited with a corresponding saving in time and labor. It 
is better to work the crane from pendant chains which hang 
down within reach of the power-house floor rather than from a 
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platform on the crane. The load-carrying cables may be either 
of wire rope or chain. Engineers seem to prefer chains to wire 
rope for the hoisting cables. The author, howjever, is imable to 
see any particular advantage of chains as compared with wire 
rope and has installed some thoroughly satisfactory cranes, 
equipped with wire-rope hoisting cables. 

The factors of safety in the several parts of the crane should be 
not less than five or six. The following values indicate the maxi- 
mum allowable stresses in the various kinds of material used in 
constructing cranes: 

Cast iron, in compression, 15,000 lb. per square itich. 

Cast iron, in tension, none, except the tension produced by 
flexure stresses in the frames of the bridge trucks, these not to 
exceed 1250 lb. per square inch. 

Steel in compression, 12,000 lb. per square inch. 

Steel, in tension, 12,000 lb. per square inch. 

Bolts, 8000 lb. per square inch. 

In computing the stresses which may act on the runways and 
bridge trucks, it must be remembered that the trolley carrying 
the maximum load may be moved out to near one end of the 
bridge, thereby imposing nearly all the load due to the weight of 
the trolley and the object lifted on one of the bridge trucks and its 
runway. 

The total load on either bridge truck, for any position of the 
traveller, is: 

Wi = total weight of bridge. 
W2 = total weight of trolley. 
W9 = total weight of load. 
I = span of bridge in feet. 

X = distance of load chain from the nearer rimway, in feet. 
The total weight imposed on the runway rail is 

Ri + W, 

Wa = weight of one bridge truck. 

Obviously, the maximiun load on a runway rail is when the 
trolley and load are moved as close to the rail as the trolley will 
go, that is, when the value of x is minimum. 
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Runways. — Kunways are usually made of I-besms having a 
proper section to support the maximum load when this load is 
as near to one runway as the trolley can move it, that is, with the 
highest value of Ri + Wt. The runway is supported at intervals 
by steel columns, or by brick pilasters built as interior wall but- 
tresses. The distance apart of the supports should be from 8 
to 16 ft., depending on the character of the supports, their cost, 
and the cost of the type of girders adopted for the runway. 
Where a runway is carried on top of brick or concrete pilasters, 
a plate of cast iron or steel is placed on top of each pilaster and 
held in place by anchor bolts. The steel I-beam rests on the 
plate and is held in jmsition by machine bolts which pass through 



Fia 61. — Crane runway on brick or concrete pilaster. 

the lower flange of the I-beam and are tapped into the iron plate. 
The runway beams must also be anchored against lateral stresses. 
This is usually effected by fastening them to the power-station 
wall to which they are adjacent. The fastening is made up of a 
pair of short sections of angle iron joined by a gusset plate. The 
projecting leg of one angle is bolted to the wall with through bolts, 
while the projecting leg of the other angle is rivetted to the web 
of the I-beam. This construction is shown in Fig. 61 which 
is a section through one side of a runway carried on a brick 
pilaster. On top of the supporting I-beam is mounted a T-rail 
weighing 40 to 45 lb. i>er yard. The raU is held in place by toe- 
clamp bolts which pass through the upper flange of the I-beam 
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and clamp the rail securely in position, as shown m Fig. 61. 
Where runway spans between supports are of considerable length, 
Bay 16 to 20 ft,, the proper depth of I-beam to carry the maximum 
load may be such that, although the flexure stresses are well 
within the limits of safety, the beam may not be strong enough 
to resist buckling sidewise. In this case it is customary to place 
a channel on top of the I-beam and bolt the two securely together 
so that the channel may prevent any lateral buckling of the 
beam. The channel may be placed with its flanges upward or 
downward. The rail is placed on top of the channel. In some 
cases the bolts which fasten the channel to the beam flange pass 
also through the lower flange of the rail so that all three members 
are bolted solidly together. Fig. 62 shows a construction of 
this kind. 




Fio. 62. — Craae ninwajrs oa steel supports. 

Crane runways are also made of reinforced concrete. The 
methods of computing the size and amount of reinforcement 
necessary for a given bending moment have been previously 
given in the discussion of "Reinforced Concrete Dams." It is 
to be noted that reinforced concrete beams must be strengthened 
to resist shear as well as flexure if the maximum shear at any sup- 
port exceeds 60 lb. per square inch of total beam section. 

The following are the principal formulse for computing the 
bending moment and proper spacing of supports for runways: 

If L = distance between supports, or lengths of span, in feet. 
b = length of wheel base of bridge truck in feet. 
W = total weight on runway = iJi + W*. 



Maximum bending moment for one runway girder 
Wr 6*1 



(16) 
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or, 

M = 3W[ L - b +^] Ib.-in. (16a) 

from which the strength of the runway girder is computed. 

If it is desired to use a certain size of beam for the runway, or 
if head-room clearances limit the height of the girder, then the 
distance apart of the supports may be computed from the 
formula: 

,_ J2M(2M ..\ ,2M.b.. .^^ 

M being the maximum bending moment, in pound-feet, 
allowable in the beam. 

As an example, consider a crane to carry 15 tons. Weight of 

bridge and trucks = Wi + 2Wa = 20,000 lb. Therefore, 

^^ + TF4 = 10,000 lb. 

Weight of troUey, 4000 lb. = W^. 

Load, 15 tons = 30,000 lb. = TF3. 

W2 + Wz = 34,000 lb. 

If the span of the crane is 50 ft., and the load can be carried to 

a point within 5 ft. of the runway rail, the proportion of W2 + Wz 

(50 — 5\ 
^Q j X 34,000 = 30,600 lb. (See 

formula 14.) 

Hence, maximum load on girder, or 1^=30,600 + 10,000 = 
40,600 lb. 

Assume wheel base of bridge truck = 6 ft. 

Assume distance apart of supports = 16 ft. 

Then M = --|^-[l6 - 6 + 4^^] = 106,920 Ib.-ft. = 

1,273,040 Ib.-in. 

This would require a standard, 18-in. I-beam, weighing 55 lb. 
per foot. 

Assume that the conditions of head room or stock of structural 
steel available makes it necessary to use a standard 15-in. I-beam 
weighing 55 lb. per foot. The maximum allowable bending 
moment, in pound feet, for this beam, with a stress of 16,000 lb. 
per square inch, is 90,850 Ib.-ft. 

If all the other values used in the preceding example be taken, 
the maximum distance apart of the supports will be 
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/2X 
' = \ ~4C 



~40 6M^ (4.47 + 6) + 4.47 + 3 = 14.33 ft. apart. 



The foregoing give the theoretical values of the momenta and 
izea of the girders on the basis of quiescent loading. It is 



b. — Cast underbody type. 



e. — Structural underbody type. 
Fia. 63. — Bridge trucks. 

customary, however, to allow 15 to 25 per cent, additional 
strength because of vibration and impact. Hence, the stresses 
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in runway supports should be taken at not over 14,000 lb. per 
square inch for steel girders, and for reinforced concrete should 
be kept within 14,000 lb. for tension in the reinforcing steel and 
400 lb. per square inch compression in the concrete. 

Bridge Trucks. — ^Bridge trucks are made in a number of 
designs, three being indicated in a, b and c. Fig. 298. The usual 
type of truck is that known as the "flush type," the top of the 
truck being flush with the top of the bridge girders. For heavier 
loads, the underbody type is used, the truck being formed with 
a depressed portion between the wheels, and the bridge girders 
placed on top of the truck. In both of these the truck frames are 
cast iron or cast steel. The truck shown in c. Fig. 63, is built 
up of structural steel and is an underbody truck, the bridge 
girders resting on top of the truck frame. 

Clearance. — In selecting a crane it is necessary to know the 
clearances so that the position of the runway may be determined 
with reference to the sidewalls and roof truss of the building. 
The thickness of the bridge trucks and the total height from run- 
way rail to the top of the trolley differ with different designs and 
sizes of cranes. The table given underneath Fig. 295 shows the 
standards of one well-known company which do not vary 
greatly from standards of other companies and these figures are 
useful for preliminary computations. These dimensions refer 
only to cranes having flush type of bridge trucks. The clearance 
from runway track to the bottom chord of the roof truss must be 
greater for underbody trucks. 



CHAPTER V 

DESIGN AND TESTING OF POWER STATIONS 

It is impossible to set down any rules or formulae for the 
specific design of hydro-electric power stations. With a full 
knowledge of the appaiatus which goes to make up the equip- 
ment, and of the river conditions, the selection of sizes of ma- 
chines and accessories, and the arrangement of the power plant 
become matters of personal judgment, influenced by the special 
local conditions. The only thing that can be done here is to set 
down, in a general way, the character of design which is sanc- 
tioned by modern practice and which, in turn, is based on the 
experience of the many engineers who have been engaged in 
this work. 

Selection of Equipment. — The design of a hydro-electric plant 
is so intimately related to the design of the turbines and auxiliaries 
that the general plan is usually the joint conception of the plant 
designer and the turJDine designer. This is particularly true 
of some of the more recent installations where the wheel casings, 
draft tubes and wheel chambers are built in concrete as integral 
parts of the power house. The controUing factors in the design 
of the power house are the turbines and generators. The power 
house is built around the generating units, and, hence, the gen- 
eral layout is determined by the design of the turbines and of 
the generators. 

The vertical unit, although unsuitable under some conditions, 
has manifest advantages over other types. It combines sim- 
plicity and accessibiUty of mechanical parts with the superior 
efficiency due to an unobstructed draft tube, minimum friction 
of rotating parts, and convenient application of the spiral 
casing, which is the most efficient form of turbine casing thus 
far devised. 

Vertical turbines have been built with two or more runners, 
but experience has shown that the single-runner unit is the more 
desirable. With multiple-runner wheels, the gate mechanism 
is almost entirely submerged, and can not be lubricated. The 
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mechanical design is more complicated, the wheels less efficient, 
and the entire machine is less accessible for inspection or repairs. 
The advantage of the multiple-runner vertical unit is higher speed, 
and that is not sufficient to offset its disadvantages, except under 
special conditions. 

The best practice of .today adheres to the single vertical turbine 
where commercially practicable. The casing is of volute or 
spiral form, and, for low heads, is usually moulded in the concrete 
foundations of the power house. For higher heads it is made of 
cast iron, cast steel or rivetted-steel plate, as conditions may re- 
quire. Sometimes the metal casing is imbedded in concrete 
under the floor which supports the generator. The thrust bear- 
ing is occasionally located between the generator and the turbine 
and supported by the latter; but it is usually and preferably 
placed on top of the generator and supported by a spider mounted 
on the generator frame. The gate mechanism is exposed, 
no parts being in the water except the gates themselves, and all 
bearings and pin connections are accessible for lubrication. 
The gates are operated by two servo-motors or regulating cyl- 
inders connected in balance. No gearing, or gate shaft is* [re- 
quired. The governor is located on the generator floor. 

Horizontal turbines of the open-flume type have been built 
with four, six, and even eight runners per unit. These wheels, 
however, are open to the same objections which apply to the 
multiple-runner vertical unit. Too much of the vital mechanism 
is submerged. It can not be inspected or adjusted without shut- 
ting down the unit, and the usual result is that it is run until it 
breaks down or gets into such condition that it will no longer 
run at all. 

Horizontal units may be either single- or double-discharge. 
Both types admit of exposed gate mechanism. The double- 
discharge has some advantages over the single in that it is 
hydrauUcally balanced against end thrust. On the other hand, 
if it is central discharge, i.e., both runners discharging into a 
common draft tube, the draft-tube conditions are not so favor- 
able. If, however, the rimners are spaced well apart, this ob- 
jection is largely overcome. One of the commonest faults in 
the design of central-discharge turbines, as ordinarily built, is 
the close spacing of the runners. 

Horizontal turbines for very low heads are, necessarily, set in 
open flumes or wheel pits. For high heads, the volute or spiral 
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casing is the preferable type, the question of central, double- or 
single-discharge depending on the conditions to be met. For 
intermediate heads, the cylindrical-plate steel casing has been 
conmionly used. It is not as eflSicient, hydraulically, as the spiral 
casing, but it is considerably cheaper. If the penstock connec- 
tion is at the top or the side, the gate mechanism may be exposed, 
which is not the case if the penstock is connected at the end. 
In the latter case, however, the hydraulic conditions are better. 

Whatever the kind of water-wheel case, a drain pipe and valve 
must be provided by means of which the case, and penstock, 
back to the headgates, can be completely emptied. This drain 
pipe must be of ample dimensions, not only to draw oflf the initial 
water, but also to take care of the continuous flow from leaky 
headgates. For small turbines — say up to a pair of 36-in. 
wheels or a 46-in. single wheel — ^the diameter of the drain pipe 
should be not less than 6 in. Larger wheels should have pro- 
portionately larger drain pipes. 

The number of units in a power plant to produce a given output 
should be as few as can be reasonably obtained in standard 
apparatus. At the same time, the whole power should not be 
concentrated on one unit except in a special case of a water- 
power plant running in parallel with other power plants, either 
steam or hydraulic, and these other plants of such capacity that 
they could carry the entire load temporarily if the single unit 
were shut down. It must be imderstood that there are certain 
periods in the life of every machine, no matter how simple its 
character, when it must be out of service for inspection, repair, 
the renewal of parts, or some other reason, and this period of 
shutdown may sometimes last as long as a month or. 6 weeks, 
this being a reasonable time within which to order a repair part, 
get it shipped, delivered and installed, if the part required be of 
any magnitude. Therefore, the capacity of any power station 
is equal to the maximum continuous output of all the machines 
operating together, less one of them. There are sporadic oc- 
casions of excessive load peak which may occur three or four 
times a year and for this, the total capacity of equipment may 
be taken as the maximum continuous output of all the machines 
working together, but even on these infrequent occasions, one 
of the units might be unavoidably shut down. For small power 
plants the best number of units is, usually, three. The maximiun 
overload capacity for continuous operation is, generally, 25 per 
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cent, more than the normal. Therefore, if each of three units 
can carry 50 per cent, of the load, the three units working together 
will be loaded at about 80 per cent, of the normal which is 
around the point of best water-wheel eflSiciency, while if one 
machine is out of service, the two remaining ones can carry the 
entire load. As to whether three or four units should be adopted, 
depends on the standard machines available in the market. 
Generator and water-wheel sizes advance by steps with consid- 
erable difference in capacity from one size to the next, and in 
attempting to obtain three machines of the proper capacity it 
may be found that the available sizes will not permit this selection 
without provision of an excessive total capacity and a higher cost 
than by the adoption of four machines. Of course, if four ma- 
chines are installed, each one should have a maximum capacity of 
one-third the total load. There have been numerous discussions, 
some even of a highly mathematical character, on the selection 
of the most economical generating unit. These discussions are 
interesting but have no practical bearing on the subject. As 
has been before stated, no engineer can predict what the load 
curve of a station will eventually be, and every hydro-electric 
installation is made in the hope that the demand for current will 
grow each year and the expectation that the equipment will 
have to be added to at some future time. This assumes, of 
course, that the maximum available power is not all capable of 
being converted into electric energy by the equipment at first 
installed. Hence, a little excess capacity, even at a small in- 
crease in cost, is not objectionable. Hair-splitting in the matter 
of size of equipi^aent amounts to nothing, even if the load curve 
is fixed, because a few per cent, more or less in the capacity of a 
generating unit does not make any appreciable difference in the 
cost, and even if it did, exact, computed sizes of machines are 
not available. Generally, the cost of the generating equipment 
is only 10 or 12 per cent, of the total cost of the development 
and there is but little gained in reducing the effectiveness of a 
100 per cent, investment to save 10 per cent, on 12 per cent, of 
it. In other words the variation of 10 to 12 per cent, in the size 
of the generating units will change the total cost of the develop- 
ment less than 1}^ per cent. 

Frequency. — The present practice is almost universally to 
adopt 60 cycles per second or 7,200 alternations per minute as 
the frequency for any plant, no matter what the service. 
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On long lines, and for low heads, 25 cycles per second has been 
used because of the generator characteristics, and the inductive 
line drop, which is proportional to the frequency, is greatly re- 
duced and the regulation is better. 

The disadvantages of this lower frequency are: 

(a) The higher cost of transformers and motors than the costs 
for 60-cycle apparatus. 

(6) The inability to operate lighting loads from 25-cycle 
circuit. 

These so far outweigh the reduction in the inductive line drop, 
that 60 cycles is the value now adopted wherever the conditions 
of head and length of transmission permit (see Chap. I). 

Shaft Connections. — Except in special instances, where the 
generator is built directly on top of the wheel case, and a single 
continuous shaft is used for both the wheel and the generator 
rotor, the wheel and rotor have independent shafts, and are 
usually built by diflferent manufacturers. These shafts are 
generally connected together by flange-plate couplings, or. split- 
tubular couplings, the coupUng, in either case, being keyed to 
the shaft sections. Various forms of mechanical couplings have 
been used but the above have been found to be most reliable, 
satisfactory, and, in addition, cost less than other varieties. 

The diameter of the shafting for turbines and generators is 
usually given by the formula: 



d 



d = diameter of shaft in inches. 

P = maximum horsepower to be transmitted. 

N = nimiber of revolutions per minute. 

The size of the shaft actually used should not be much smaller 
than is given by this formula. 

Power House. — The power house is to be regarded as simply 
a protecting covering for the machine and operators, and the 
rational method of designing the power house is to lay out the 
machinery in the most advantageous manner and then plan a 
house to go over it. 

The power station should be located as close to the dam as 
possible, providing that in this position, little or no tailrace 
excavation is required. The practice of saving a small amoimt 
of money, in reducing the length of penstocks by placing the 



DESIGN AND TESTING OF POWER STATIONS 127 

power house close to the dam, and then expending great sums in 
blasting out a tailrace, is not to be approved from the financial 
standpoint, when by locating the station a comparatively short 



Fio. 64. — Exterior of email power station. (Diachai^e aide.) 



Fig. 65. — Exterior of a 

distance downstream from the dam, most of the taih-ace excava- 
tion would be avoided. In any instance, the cross-section of 
the tailrace and the elevation of its bottom must be such that 
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there is no appreciable loss of head, from the draft-tube pit to 
the stream. 

Where horizontal units are used, they are usually set on con- 
crete or masonry arches, the supporting piers between the arches 
being midway between adjacent machines. The water is con- 
ducted to the turbines through pipes which enter the turbine 
cases at the top or at one end, as may be best adapted to the 
conditions, and the dischar^ is carried down through the crown 
of the arch, and discharged through the archway. The length 



Fig. 66. — Section through small power etation. 

of the arch must be equal to the total length of the unit plus any 
additional distance represented by the width of the power house 
from the end of the unit to the opposite wall. 

The power house itself may be built to include the entire 
unit, or the turbine may be left outside, the house covering only 
the generator, the switchboard and accessories. 

The water-wheel shaft may pass through the wall of the power 
house, if the entire water wheel is excluded. In many instances, 
one end of the water-wheel case projects a few inches into the 
power house through the wall, the rest of the case being outside, 
and the wall is built up around the case so that there is no space 
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between the periphery of the wheel case and the circular opening 
through which the case projects. 

These two latter methods of construction are used in latitudes 
south of Virginia, where there ia no danger of the water in the 
turbines freezing when the wheels are shut down so that they 
may not be easOy started again. Figs. 64, 65 and 66 show some 



Fio. 67. — Section through power station. 

small power stations of this general type. Figs. 64 and 65 
show two exterior views of a small pqwer station in Tennessee. 
The first of these is a downstream view and shows the arches 
through which the water discharges into the tailrace. Fig. 66 
shows a sectional elevation of a small power plant in Georgia, 
in which the water-wheel platform and the discharge tunnel are 
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1 



DESIGN AND TESTING OF POWER STATIONS 131 

at one aide of the houae, the wheel shaft passing from the water 
wheel to the generator through the wall. 

Where vertical wheels are used, the cost of the foimdationa is 
greatly reduced, because the discharge arches are either com- 
paratively short or they are formed into draft tubes so that they 
fulfill both the function of supporting arch and draft tube. Also, 
the power house required is usually smaller than that necessary 
for horizontal units, particularly in cold climates where the water- 
wheel unit must be housed to prevent freezing. 



Fig. 69. — Cross-section of generating station. 

Figures 67 and 68 show the general form of a power station 
with vertical equipment. Vertical units are not adapted for open 
penstock setting, except under special conditions. The general 
arrangement for horizontal units in open penstock settings is as 
shown in Fig. 69, in which the downstream wM of the wheel pit 
forms the upstream wall of the power house. In this case, the 
house must be built upon discharge arches for the passage of the 
water from the draft tubes. 
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In many installations, the bulkhead of the dam is used as the 
upstream wall of the power station, and where this is the appro- 
priate location of the power house a considerable saving is effected 
by this double use of the bulkhead. If, however, this location of 
the power house necessitates excavation of a tailrace of any 
considerable length, such design will prove more expensive than 
it would if the power house were located further downstream. 
Fig. 70 shows the arrangement of a power house close up against 
the bulkhead section of a hollow reinforced-concrete dam. The 



FlO. 70.— Section through power house. 

location of the racks, headgate, penstock, generating unit and 
draft tube are all clearly shown. In this case, the turbine unit 
comprises two horizontal, scroll-encased wheels, each with a 
separate intake from the penstock, the two wheels discharging 
into a common draft tube. 

An arrangement of vertical units, each comprising a pair of 
water-wheels set in a cylindrical case of reinforced concrete, fed 
by steel penstocks and the water discharged through steel draft 
tubes without any arches under the power house, is that of the 
Austin, Tex., plant shown in Figs. 71 and 72 one being the plan, 
the other the transverse section. 

While there are a large number of variations in design of power 
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houses, they are nearly all classified under some one of the 
types that are herein shown. 

The elevation of the water wheels ia always fixed by the fact 
that they may not be over 22 to 25 ft. above minimum low-water 



elevation and if the units are horizontal, they must be set high 
enough to prevent flooding the power-house floor and generators 
during periods of maximum h^h water. 
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Fig. 72. — ^Transverse section of power station (Austin, Texas). 
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In the case of vertical units, the elevation of the water wheels 
can be fixed at any desired level under 22 or 23 ft. above the low 
tailwater, and the length of draft tube required for gradual 
increase in cross-section can be obtained by carrying it down to 
the draft-tube pit at an angle to the horizontal or by making 
a long sweeping curve and canying it along horizontally until the 
required length is attained. The location of the height of the 
generator floor is dictated solely by convenience, and the topog- 
raphy of the ground on which the power station is placed. 

The- house may be constructed of brick or concrete, it usually 
being preferable to use the latter material, due to the fact that 
the equipment for mixing and pouring the concrete is already on 
the ground, and the work can be carried on by the same gang 
of men used in building the dam. Where the machinery rests 
on rdnforced-concrete floors, the design of the floors is fixed, 
not on the basis of their abiUty to carry weight, but on the 
maximiun deflection under the loadings imposed. Excessive 
deflection will result in the aUgnment of the machinery being 
disturbed. Final aUgnment of the machinery should not be 
made until after the forms have been taken out from underneath 
the floor, and machinery and floor have assumed their final 
position. 

This also applies to the adjustment of the thrust journals for 
vertical units. The end play in tiurbines is extremely small and 
the wheels should be adjusted exactly to their proper relation- 
ship with the surrounding gates. 

Where vertical imits are installed, the hole through the floor, 
over which the generator sets, should be as large as it is possible 
to make it and yet give a sufficient bearing surface for the genera- 
tor frame to rest on, because it is through this hole that the water 
wheels will have to be dismantled and the parts removed when- 
ever repairs must be made. It is not necessary for the hoisting 
chains on the crane to be long enough to reach down to the lowest 
portion of the water wheel, as anything below the floor level may 
be lifted with sUng chains, which are fastened to the part to be 
removed and are long enough to reach to the crane hook. 

The governors may be placed, either on the main floor of the 
station or down below where the turbines are, if the latter loca- 
tion makes it easier and cheaper to connect them with the gate 
shafts or shifting rings. It is better, however, to keep all the 
operating machinery on one floor, continually under the super- 
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vision of the attendants, except, of course, the water wheels, 
themselves. The governors are usually driven from counter- 
shafts that are geared to the main turbine shaft in the case of 
vertical units. 

Governor countershafts and gearing are shown in Figs. 71 
and 72. 

Govemora for horizontal units are usually driven directly from 
the main shaft. In some caaes the diameter of the shaft is suffi- 
ciently great to act as a pulley to drive the governor belt« and 
where the shafts are not large enough for this purpose, pulleys 
are placed on them. 



Fig, 73. — Section of power plant. Impulse-wheel driven. 

The power house should be only sufficiently wide and high 
to g^ve a proper housing for the apparatus. The tendency to 
construct enormous buildings for this purpose is not to be re- 
garded with approval. The height of the power house must be 
sufficient to permit the hoisting clear of any part of the equip- 
ment with the crane, and when this height is reached, there is 
nothing gained by making the structure any higher. Sixteen 
to 18 ft. in small stationa, and 18 to 22 ft. for large stations, 
measured from the power house to the lower chord of the roof 
truss, is usually ample. The clearance between the machines 
inside the house, and between machines and wall, need never 
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exceed 4 ft., except where straight shafts are to be pulled out 
in some direction which would be obstructed by a wall or machine 
near to it. 



Fia. 74, — Cross-section of power house. Impulse wheel-driven. 

In case of horizontal units, it is customary to locate a window 
in the loi^tudinal wall oppoBite each unit, so that the horizontal 
shaft can be taken out, if desired, together with the generator 
shaft rotor and the water wheels, these assembled parts coming 
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clear of the generator frame when the rotor is close against the 
opposite wall, and that portion of the shaft projecting beyond 
it, passing through the window. 

In case of impulse-wheel driven power stations, the common 
practice is to locate the wheel inside the house. In many 
instances the units have only two bearings, one on each side of 
the generator. The bearing on the side adjacent to the wheel is 
extended and made considerably longer, and, therefore, has a 



Fid. 76. — Croes-aection of power house. 

greater bearing area than is customary for a simple generator 
bearit^. Next to this bearing the water wheel is placed on an 
extension of the generator shaft. While this practice is not 
approved by some designers, it has been extensively ^lsed. 
Figs. 73 and 74 show cross-«ections through power houses for 
impulse-wheel driven units. 

Figures 75 and 76 show two other forms of turbine-driven 
power stations and, together with the precedii^ figures, are 
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indicative of the different methods and views of designers. 
They all represent approved practice exceptii^ that in some of 
them the draft tubes drop vertically into the tailrace instead of 
being curved to discharge the water horizontally in the direction 
of flow. 

It is recommended that designers refer to the current files of 
the standard engineering periodicals for descriptions of hydro- 
electric stations and for the reasons which led the engineers 
to adopt the apparatus and designs which were used in fixing the 
type and size of plant, and, in this way, become famiUar with the 
practical application of the principles of design. 



Pio. 76. — Transverse-eection of station. 

A general criticism of most poWer houses is that they have 
been built larger and have cost more than was really necessary. 

Power-house floors are almost invariably of concrete and the 
roof covering of slate, tile, or tar-felt and gravel. The flat, tar- 
and-grave) roof is the cheapest and is a satisfactory roof. 

The roof trusses are made of steel, or of a combination of wood 
members for compression and steel ones for tension. There is 
a number of types of roof trusses and it is beyond the scope of 
this work to enter into a discussion of these various forms. The 
following, however, give some useful data. 
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Roof trusses must sustain the load due to the roof, covering, 
sheathing, snow and wind loads. 

The weights of the roofing, per square foot, are, approximately, 
tin, 1 lb.; corrugated iron, 1 to 3 lb.; slate, 7 to 10 lb.; felt, tdlr 
and gravel, 8 to 10 lb.; tiles, 8 to 25 lb* 

Sheathing 1 in. thick weighs 3 to 4 lb. 

Snow loads vary with the latitude and are commonly taken as 
follows: 

New England and Michigan, 30 lb. per square foot. 

New York — Chicago, 20 lb. per square foot. 

Cincinnati — St. Louis — ^Baltimore, 10 lb. per square foot. 

Wind loads vary with the slope of the roof. The normal com- 
ponent, acts as a roof load. For a wind pressure equal to 40 lb. 
per square foot against a vertical surface, the following are the 
values of the roof loads for various inclinations. 

Tablb 4. — ^WiND Loads on Roofs 

5° = 5.1 lb. sq. ft. 25° = 22.6 lb. sq. ft. 

10° = 9.6 lb. sq. ft. 30° = 26.5 lb. sq. ft. 

15° = 14.2 lb. sq. ft. 35° = 30.1 lb. sq. ft. 

20° = 18.4 lb. sq. ft. 40° = 33.3 lb. sq. ft. 

The approximate weights of steel roof trusses are given by the 
empirical formula: 

W = 0.75 AL (1 + O.IL) lb., or 

W = total weight of one roof truss. 

L = span of truss, in feet. 

A = spacing of trusses, i.e., distance between neighboring 

trusses, c to c measurement. 
C = total weight per horizontal square foot of roof. 
Value of C is, usually, between 40 and 60. 

For C = 46 W = AL (1 + t-tj lb. (20) 

The switchboard is preferably placed from 6 to 8 ft., from the 
longitudinal wall of the station on the opposite side of the house 
from the generating units, the board being parallel with the 
longitudinal walls. It is fastened to the floor, in any of the 
several approved methods, and the top is braced by horizontal 
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rods which connect with each vertical panel supporting member, 
and are fastened to the wall. These horizontal supporting rods 
are usually made of 1-in. standard, wrought-iron pipe, that 
screw into a clamp connector at the end where it fastens to the 
vertical supporting member of the switchboard, and on the 
other end, a flat plate is screwed, which rests against the wall 
and has one or two holes in it through which expansion bolts 
can pass, and in this manner the ends are fastened to the wall. 

The cables leading from the various machines to the switch- 
board are sometimes carried in special cable tunnels made in the 
floors. These are simple trenches, which are formed when the 
concrete floors are cast, ranging from 4 tb 12 in. in width, and 
4 to 6 in. in depth. The cables are laid in these trenches and then 
covered with fine dry sand, which is packed hard, after which 
a thin covering made of Ught reinforced concrete slabs is laid 
on top of the sand, their upper surfaces coming flush with the 
floor, or checkered iron plates are laid over them. It, however, 
is better and cheaper to rim the cables underneath the floor, 
supported on iron supports, spaced from 4 to 6 ft. apart. Holes 
are cast in the floor when it is laid, or later drilled through it, 
and short sections of iron pipe passed through the holes and 
grouted in place. The cables pass through these, down under 
the floor and resting on the iron brackets are exposed so that 
they can be inspected at any time. 

The cables should be heavily insulated with best quality of 
rubber or varnished cambric insulation, or its equivalent, and 
triple-braided. A lead sheath outside the insulation gives 
added protection and its use is recommended. 

Care should be taken to cut the sheath away at least 8 in. 
back from the cable ends, otherwise the system may become 
groimded. The sheath forms a grounded metallic tube and if 
its end comes close to a terminal or lug, connection may be 
established from lug to sheath and in this manner, groimd the 
busbars. These suggestions all apply to conductors carrjring 
less than 15,000 volts. Any interior wires that are subject to 
greater pressures should be bare, and carried overhead on high- 
tension insulators. The sizes of wires and cables are usually 
fixed by the current-carrying capacity instead of the voltage drop, 
where the length of circuit is under 150 ft. {i.e., 300 ft. of wire). 

The following table gives the safe current-carrying capacities 
of various sizes of insulated wires and cables: 
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Table 5. — Safe Cubbent-cabbting Capacities op Insulated Coppeb 

WiBES (1913 Natumdl Electrical Code) 
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Note: The current-carrying capacity of bare wires is given in the 
chapter on "Transmission Lines." 

Up to within a comparatively recent time, transformers 
have been housed, just as the operating machines have been. 
In most instances they have been placed in extensions of the 
power house either on the same floor level, or in a story built 
above the first floor of the power house. Some of the figures 
showing sections through power stations, show also the location 
of transformers. 

From about 1913, the tendency has been toward using outdoor 
type transformers, and placing them outside the power house. 
This practice is more rational than housing them, particularly in 
the case of high-tension transformers, where the clearances 
between them and between the connecting wires must be consid- 
erable, and this, in turn, requires a great deal of room in any 
structure built around them, There is no good reason for pro- 
tecting the transformer from the weather, excepting possibly 
shielding it from the sun in warm climates. In the southern 
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part of the United States, where temperatures in the sun reach 
135**, the ability of transformers to radiate the heat dissipated 
in them is greatly diminished, and overheating is apt to result in 
any except water-cooled units. For such situations some sort 
of shed should be built over the transformers to shield them from 
the sun's rays, and if this is not done, water-cooled transformers 







Fig. 77. — Cross-section of transformer house. 

must be used, the quantity of water required for cooling being 
considerably greater than that used under normal conditions. 

The transformers are usually set on a platform above groimd 
level, so that they are clear of dampness or any surface water. 
Choke coils and lightning arresters are placed on a framework 
constructed around the transformers, and made of either wood or 
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steel. This method pf outdoor installation is more fully de- 
scribed in the chapter on "Substations." 

The amount of room required by Jiigh-tension transformers 
and connecting wires is shown in the drawings of sections 
through power plants at various places in this chapter. The 
relative cubical dimensions of the generating machinery room 
and the portion of the house occupied by the transformers 
and connections in impulse-wheel plants should be observed 
particularly. 

Figure 77 shows a transformer house placed adjacent to a power 
station, to house the step-up transformers, and from which the 
transmission Unes start. 

High-tension Wires. — ^When the high-tension wires and 
busbars are located inside the power house, ample clearances 
between wires of opposite polarities are required, varying from 
4 ft. for 30,000 volts to 7 or 8 ft. for 110,000 volts. It was the 
custom for some years to put the wires and busbars in concrete 
or brick compartments. Present practice, however, favors the 
placing of the wires in the upper part of the power station or near 
the ceiling in the case of a single-story house, and without any 
surrounding compartments. 

They are supported on one of the several available types of 
insulators. Standard line insulators are frequently used either 
pin or suspension type according to the voltage between the 
wires. In some cases, special high-tension post insulators are 
used. 

There is no particularly difficult problem involved in the layout 
and installation of these wires, provided plenty of space to ac- 
commodate them be available. 

Brass or copper pipe is being used in many installations, for 
high-tension busbars and connections. Standard fittings cannot, 
be used because of the sharp angles and corners on them. All 
bends must be of bent pipe, and the radius of bend should be at 
least six times the diameter of the pipe. End connections are 
made with interior threaded nipples or plugs, the two pipe ends 
screwing up together to form a smooth butt joint. 

Branches require special fittings of a F form, the legs of the Y 
being spread out and rounded in the crotch, so that there is no 
point at which the radius of curvature, in any direction, is less 
than that of the pipe. 

The transmission line must enter the power station, at some 
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convenient point, unless the step-up tranaformers axe located 
outside. A number of different methods of bringing the high- 
tension wires into the station have been devised. Where the 
pressure between wires is less than 33,000 volts, the method 
indicated in Fig. 78 is a good one. As shown, sections of tile 
drain pipe are set in the power-house wall at the proper eleva- 
tion, the pipe being placed with its axis making an angle of about 
20" with the horizontal so that the entering wire takes an upward 
direction. This is for the purpose of preventing rain from travel- 
ling along the wire into the station. The wire is stretched between 




■ Fig. 78.^Liiie entrance and interior frame, 6600 volta. • 

two insulators, one inside and one outside the power house, and, 
generally, there is no strain on these insulatoni other than that 
imposed by the short section of cable between them. While 
this section is a continuation of the transmission wire, the strain, 
due to the external forces acting on the transmission line, is 
taken up on a strain frame outside the building and the stress on 
the cable, from the holding clamp on the strain frame to the outer 
insulator, is negligible, the wire simply being bent in an easy 
curve from clamp to insulator. 

A framework must be provided inside the power station to 
carry the interior insulators. In some cases it is expedient to 
locate the lightning arresters and choke coils on this interior 
frame, which form of construction is shown in the ^ure. 
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Where the volt^e extjeeds 33,000, the wires should be brought 
in through special insulated tubes which pass through the wall, or 
through the roof, as may be the more convenient. A, tube of this 
kind is shown in 1%. 79, and its appHcation is obvious from some 
of the croas-sectiona through power atatioos shown in the several 
figures. If the voltage exceeds 66,000 volts, the transmission line 
should end outside the house and 
I a piece of brass or copper pipe 

attached to it, having a cross-sec- 
tion of metal equal to that of the 
cable. The ends of the pipe should 
be curved or tapered down to the 
diameter of the wire, the wire pass- 
ing through the reduced opening 
thus made and sweated or soldered 
into place. The joints must be 
filed smooth so that no sharp edge 
or corner exists, and the increase 
in diameter from that of the cable 
to the diameter of the pipe must 
be smoothly and gradually made. 
Increasing the diameter reduces 
the electrostatic gradient and, 
therefore, the liability of puncture, 
or flashing over from the hnes, 
where the tubes pass through the 
wall or the roof. The pipe diam- 
eter should range from 2 in. in the 
case of 88,000 volts, to 4 in. for 
160,000 volts. These pipe sections 
can be carried through specially 
made wall or roof insulators just 
Fio, 79. — Roof insulfttor. aa wires are. This method of in- 
creasing the diameter of the con- 
ductors at critical points is not much used. It, however, has 
considerable merit and, with the advent of transmission lines 
operated at 100,000 volts and more, it is probable that it will 
ultimately become general practice and the manufacturers of 
electrical porcelain will provide standard insulating tubes of 
the lai^er diameters required. 
Other forms of line outlets are shown in Figs. 80 and 81. 
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'Windows and Doors. — In accordance with the general policy 
of making a power station fireproof, the window and door frames 



Fio. 80. — TransmissioD-line outlet. Fia. 81, — Transmiesion-line outlet. 

should be made of metal, the window sash also of metal, and the 
doora of wood, covered with sheet iron, Stamped-steel, frames 



Fio. 82, — Power house of reinforced concrete. 

and sash are now available at prices which are but Uttle in 
excess of those for corresponding wood frames and sash. 
One doorway should be large enough to move any piece of 



148 ELECTRICAL EQUIPMENT AND TRANSMISSION 

machinery through it, and in case of a large power station, this 
doorway should be of sufficient dimensions to permit the passage 
of a railway car over a temporary track laid through it. This 
doorway is normally kept closed and is only used for the purposes 
for which it is made. 

Ventilation is provided through the windows, these usually 
being arranged with tilting sections which give a total area 
of opening equal to 50 per cent, of the window area. This 
will aflFord ample ventilation if there is sufficient window area. 
As a rough approximation, one-half of the wall space should 
be occupied by window frames. Fig. 82 shows portion of an 
external view of a power station in which the general height and 
proportion of the window frames are indicated. There is no 
occasion for incurring the expense of monitor roofing for purpose 
of ventilation if the window openings are sufficiently large and 
nimierous. 

Lighting. — The power house should be well lighted and pro- 
vided with numerous outlets along the wall for the reception of 
plugs so that hand Ughts can be connected with the circuit when- 
ever it is necessary to inspect the apparatus. Suspended lights 
from the ceiling can not be used as they would interfere with the 
movement of the crane. It, therefore, is necessary to use lamps 
fastened on brackets which are, in turn, attached to the waUs. 
The brackets extend between 3 and 4 ft. from the wall, are spaced 
from 16 to 20 ft. apart, and an incandescent lamp with reflector 
is fastened at the outer end of the bracket. The lamps should 
be 100 to 150 watts, and a 16- or 18-in. mill-type reflector is 
satisfactory for this service. The reflectors should be set so 
that they make a sUght angle with the horizontal and tend to 
throw the light toward the center line of the room. The best 
height of lamps is from 13 to 15 ft. above floor level. 

The Ughting circuit receives current preferably from the exciter 
busbars. The station auxiUaries, such as pump or crane motors, 
should be operated from the power busbars. 

Plumbing and Fittings. — The stations must be provided with 
all necessary comforts and conveniences such as lockers, hand 
basins and one or more water-closets. The water supply is 
taken from the penstock or forebay. While these are trivial, 
they are necessary, and it is easier and cheaper to provide for 
them in advance of construction, than to try to work them in 
after the station is completed. 
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Oiling Galleries and Stairs* — Every part of the plant that re- 
quires inspection and every journal that is not inside the water- 
wheel case must be easily accessible. Small oiling platforms, 
with narrow iron stairways, should be placed wherever neces- 
sary for an operator to reach a journal for inspection or oiling. 
The platforms may be of mesh-reinforced concrete or rolled 
checkered plate steel. They cost but Uttle, and contribute to 
insuring the proper attention of the station .attendants to their 
regular duties of inspection and maintenance of ample oil supply. 

Auxiliary Steam Plants. — Diu*ing seasons of low water, if the 
load exceeds that which the water can supply, it is necessary to 
have an auxiliary source of power. The water power is sold at 
a low rate, and steam power costs much more, per kilowatt-hour, 
for the amoimt of energy needed to supply the difference between 
the deUvered power and the amount suppUed by the water than 
the income received from it, but, with an auxiliary steam plant, 
power can be sold for 365 days in the year, which requires steam 
operation for only 30 or 40 days per anniun. In many cases, 
power is sold to mills and factories that have steam plants already 
installed and some arrangement can usually be made whereby 
these consumers will supply themselves with power during periods 
of low water, paying for electrical energy during the other parts 
of the year. In this way the existing steam plants become 
auxiliaries of the water-power plant without the necessity of 
any investment and its attendant interest and depreciation. 
In other cases, it is necessary to install a steam plant in con- 
nection with the hydro-electric power station, and, in this event, 
the size and character of the steam equipment must be settled 
by the specific local conditions. The plant will be operated inter- 
mittently only, while its interest and depreciation charges will 
go on continuously. Therefore, it should be of the cheapest 
possible character compatible with giving reUable service. 
Under these conditions, the question of steam economy is of only 
secondary importance. 

Since it will be in service at occasional and widely separated 
intervals, the question of a staff of operatives is a serious one. 
They can not be kept continuously on the payroll, and it is equally 
impossible to assemble an operative force at short notice for a 
few days service. It is usually the custom to employ regular 
station attendants who are also good steam-plant operators and 
it only becomes necessary to obtain common laborers as firemen, 



^\ 
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whenever the steam plant is put in service. This arrangement 
makes it inexpedient to work more than one shift of men, which, 
in turn, necessitates a larger capacity of steam plant. The 
size of the plant is fixed to give a base load of some continuous 
fixed output, the water-power equipment taking the load peaks. 
Therefore, the number of kilowatt-hours which a small steam 
plant can produce each day is very great as compared with the 
output of the usual steam plant operating on a fluctuating load. 
For these conditions, the steam equipment must have twice as 
great a capacity if operated on one shift as it would have if 
operated on two shifts. The impossibiUty of giving any definite 
basis for fixing the size of a plant, without a knowledge of all 
the other conditions, is obvious. Also, the discussion of steam 
equipment is beyond the scope of this text. A few general 
suggestions, however, may be given. 

In small-size plants, a successful arrangement has been to 
extend the dynamo shaft on the side opposite to the water wheel 
and put a pulley, or rope sheave on it. A jaw-clutch coupling 
between the water wheel and the generator allows the latter to be 
disconnected from the water wheel and driven by the steam en- 
gine, either by belt or rope drive, depending on the size of the 
unit. In one or two instances, the engine shaft has been direct- 
connected to the generator shaft through a large clutch coup- 
ling, so that the generator would run as a steam-driven, direct- 
connected unit, or as a water-wheel driven unit, as occasion 
might require. In large power stations, it is cheaper to install 
steam-turbine equipment complete, than to use reciprocating 
engines arranged for connecting with the water-wheel generators. 
When this is done, the steam-driven units are usually placed in an 
extension of the power house or in a separate power station near 
the water-power plant on the river bank. In case of plants feed- 
ing very long transmission lines, it is sometimes better to install 
the steam auxiliary at the substation at the load end of the Une. 
In any case, this auxiliary plant should be so located that it may 
be supervised by attendants who are regularly and continuously 
employed. 

Tests. — The usual tests which are made on a completed power 
station are : 

1. Test of turbine efficiency. 

2. Test of maximimi power of the water-wheels. 

3. Heat test of generators. 
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4. Regulation test of governors. 

In order to make these tests with any reasonable cost and 
attain accurate results without waste of time, it is necessary to 
make proper preparation for them. Makeshift arrangements 
result only in loss of time and money and produce but imcertain 
results. 

The only practicable methods of loading the water wheels are 
either by means of the generators themselves, or the Alden brake. 
While these brakes may be obtained for tests at a reasonable 
rental, it is expensive to ship them to the point of trial and 
install them in connection with the water wheel as this requires 
the removal of the generator. The Alden brake, therefore, is 
to be regarded as a last resort, to be used only when there is a 
serious dispute between the engineer and the water-wheel builders 
as to the efficiency of the wheels which involves a large financial 
consideration. The universal way of loading the wheels is by 
means of the generators. These must be tested in the shop and 
the efficiency at all loads fully known. There are faciUties for 
making the complete electrical tests of generators in every 
electrical manufactory, and the machine should be tested there 
before shipment, m the presence of the engineer or his repre- 
sentative,' and the water-wheel manufacturer should have a 
representative present, so that the results of the tests will be 
agreed on by all parties concerned. There is no way in which 
the efficiency of the generators can be determined after they leave 
the factory except by disconnecting from the water wheel and 
driving them at various loads with an electric motor which itself 
has been previously tested and the efficiency of which is known. 
This, while not impossible, is impractical. 

The load for the water wheel and generator must be steady, 
variable at will within the Umits of half load to the maximmn 
possible output of the imit, which is usually 125 per cent, load, 
and, preferably, non-inductive. The best means, and the ones 
universaUy used, are water rheostats or submerged iron-wire 
resistances. 

Rheostat for Test Loading. — ^Rheostats for absorbing the full- 
load energy of a generator, may be of two kinds, one being the 
well-known "water rheostat," in which the liquid forms the resis- 
tance and energy absorbing medium. The other, is the sub- 
fnerged iron-wire rheostat, in which the resistance is made up 
of iron-wire coils. The wires have a small cross-section and are 
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prevented from melting under the high-current densities, by being 
submerged in water. 

The water rheostat is usually made up of a niunber of barrels 
filled with water up to within 6 in. of the top. The resistance 
of the water is reduced by the addition of a Uttle salt or sulphiuic 
acid. This must be added to the Uquid cautiously as very slight 
amounts cause comparatively great changes in resistance. The 
amount required for any test must be determined for the specific 
conditions. The electrodes are made of wrought-iron pipe of 
any size between 2 and 6 in. in diameter, there being two pieces 
of pipe in each barrel. These electrodes are suspended from sash 
cords passing over the pulleys above the barrel, so that they may 

be raised or lowered and, 
thereby, inunersed to a 
greater or less extent in the 
Uquid. A metallic coupling 
or a piece of heavy wire should 
be inserted somewhere in the 
length of the cord so that the 
latter may not become satu- 
rated over its entire length 
by capillary attraction. By 

^ „^ , , , , raising or lowering the elec- 

Fia. 83. — ^Arrangement of water rneo- , , , , . , t 

Btats for S-phase circuit. trodes the resistance may be 

(3 barrela in aeries on each phase, vary number increased Or diminished and 
per phase, to accord with generator voltage.) 

the load on the generator 
varied. The liquid will heat with passage of the current, and 
as it heats its resistance diminishes. It, therefore, should 
be allowed to warm up before beginning the test. The num- 
ber of barrels and electrodes required depends on the energy 
which they must absorb. About 50 kw. per barrel or equivalent 
volume is within the Umit of good practice. Fig. 83 shows con- 
nections of a rheostat of this kind for loading a three-phase 
generator. The electrodes in the barrel must be moved imtil the 
current is the same in each phase. Where the water is naturally 
slightly alkaline and the voltage of the generators is high — say 
6600 volts — there is no need of adding either salt or acid to the 
water, and as much as 200 to 300 kw. of energy may be dissipated 
in each barrel if a small stream of water is fed continuously to 
the barrels through a rubber hose. 
The iron-wire rheostat is simply a series of coils of iron wire 
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having a resistance such that when in series only about one-half 
the normal-load current of the generator can pass through them. 
These coils are quickly and cheaply made by winding them in a 
lathe around a 2- or 23^-in. iron pipe as a mandrel. The coils 
are then placed in barrels or tanks. If placed in barrels, they may 
be wound helically, from top to bottom around the inner surface 
and held against the side of the barrel by staples. If placed in 
tanks, which are shallow wooden boxes, reasonably water-tight, 
they are strung back and forth from end to end of the box. Two or 
three layers of coils may be placed in each box. If the box is 
longer than 3 ft. there should be a middle support, which is 
simply a wooden crossbar under each layer of coils at their 
middle point, to keep them from sagging. The horizontal 
clearance of the coils should be about 2 in. and the vertical 
clearance about 4 in. There is one resistance provided for each 
phase and, preferably, each resistance unit should be in a sepa- 
rate tank or barrel. 

The author is aware of the fact that many successful tests have 
been conducted with iron-wire resistances strung on frames 
and submerged in the forebay or tailrace. While this practice 
is satisfactory for streams in which the waters bear no natural 
salts in solution, the writer has failed in several instances, to 
obtain anything but short-circuits from resistances immersed in 
the stream. Wooden boxes which serve as tanks, are inexpen- 
sive, allow immediate inspection of the resistances without 
removing them, and, generally, will cost no more than the frame- 
works and lifting apparatus required for immersing in streams. 
As an example, three boxes, each 4 ft. wide, 6 ft. long and 2 ft. 
deep made of ordinary, 13'^-in. lumber, and supported on 6 by 6 in. 
sills laid on the ground, will effectually cool resistances absorb- 
ing 2000 kw. at 6600 volts. A rubber hose feeding a IJ^-in. 
stream of water to each box is sufficient to keep the water cool. 
The size of the submerged iron wire to carry a given current is 
fixed by the following formula: 

d = kl^ (21) 

I = ^^ (22) 

d = diameter of wire, in mils. 

I = current in amperes. This, for three-phase currents, is 
the number of amperes per phcLse. 
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instniment bench to the load rheostat and to the hook gauge 
unless these points are within 100 yd. of the bench and may- 
be easily seen from it. Light must be provided for the in- 
stnmients, because tests sometimes run continuously for 18 hr. 
or more. The staff required usually comprises: 

The Chief of Test and such observers as may be present from 
the manufacturing companies interested. 

One assistant to read instrmnents. 

One assistant at the switchboard. 

One assistant at hook gauge and Pitot tubes in the tailrace. 

One assistant at the headgates who will also take lake-level 
readings. 

One watchman at the load rheostat to report if any imusual 
steam or flashing appears. 

After preparing, a continuous run of 3 or 4 hr. iat full load should 
be made to bring the machinery and water in the load resistances 
up to a temperature, and to be sure that the plant is working 
smoothly. 

Prior to beginning tests, a number of log blanks should be 
prepared. These are sheets divided into vertical columns and 
each column given its proper title under which the records taken 
are set down. The following is a list of titles and the columns 
in the log blanks should be arranged in substantially the same 
order, horizontally. Those which have a star opposite them are 
not filled in by any records but are the results computed from 
the readings. They are placed in the order given because it is 
convenient to so locate them. 



Hydraulic Observations 



1. Number of run. 

2. Time. 

3. Lake-level scale. 

4. Hook gauge. 
*5. Total head. 
*6. Head on weir. 

*7. Discharge by weir. 



8. Pitot-tube reading. 
*9. Discharge by Pitot tubes. 

10. Pressure gauge. 

11. Vacuum gauge. 

*12. Total head by gauges. 
*13. Entry plus friction head. 
*14. Net head by deduction. 
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1. Number of run. 

2. Time. 

3. Speed of unit. 

4. Volts between phases. 

5. Power-factor meter. 

6. Wattmeter No. 1. 

7. Wattmeter No. 2. 

*8. Generator output by volts and 
amperes. (This equals l,7Z2EI<t>, I 
being the amperes in one phase, E = 
volts, 4> = power factor.) 



*9. Output by wattmeters. 
*10. Generator efficiency at load. 
(This taken from efficiency curve 
of generator.) 

*11. Horsepower delivered to gener- 
ator shaft. 

12. Temperature of room. 

13. Exciter volts. 

14. Exciter amperes. 

15. Volts at field terminals of 
generator. 

*16. Exciter kilowatt to generator. 



The fixed observations which are made at the beginning of the 
test are: barometer, and temperature of outside air. 

The heat test of the generator is made by running it for 3 hr. at 
its maximum overload, then for 4 hr, at normal load, after which 
it is stopped. Immediately after machine stops, thermometers 
should be fastened against one of the field windings and against 
one of the armature windings by soft putty and allowed to remain 
from 3 to 5 min. Where possible, the bulbs of the thermometers 
should be pushed inside of the armature winding slots. 

The following formulse are convenient in computing the 
results: 

Call kw. the total generator output in kilowatts. 

Net hp. of turbine = hp.» = — * 



E 
E = generator efficiency at given load 

Gross hp. in water = ^ = hp., 

hn = net head 

Turbme efficiency = ^^ 



(23) 



(24) 



(25) 



Effici«acy of unit from water to generator terminals is 
1.34 kw. 



hp.. 



(26) 



CHAPTER VI 
WIRES AND CABLES 

Wires and Cables. — The metals used for transmission con- 
ductors are copper and aluminum. Copper has a higher con- 
ductivity per unit of cross-section and length than aluminum, 
but aluminum has the higher conductivity per unit weight of 
metal for a given length. 

The characteristics of these two metals are as follows: 



Table 6 





Copper 


Aluminum 


Resistance per cubic centimeter 


1.7213X10-7 ohm 


2.78X10-7 ohm 


Resistance per cubic inch 


0.6776X10-7 


ohm 


1.0945X10-7 ohm 


Resistance per mil-foot 


10.4 


ohm 


16.8 ohm 


Resistance per meter-gram 


0.15328 


ohm 


. 247 ohm 


Temperature coefficient of 








electrical resistance 


0.003875 




0.0022 


Specific eravitv 


8.89 




2.68 


Weight per cubic inch 


0.3211b. 




0.097 


Weieht per mil-foot 


321 X 10-« 




91.5X10-* 


Tensile strength per square 








inch 


30,000 to 60,000 lb. 


20,000 to 30,000 lb. 





All above for metals at 20°C. Commercial copper conductivity about 
97.8 per cent, of above values. 

Aluminum. — From the preceding table it is seen that the 
volume of aluminum required to give a conductivity equal to a 
certain copper conductor, having a fixed length is 1.616 times 
the volimie of the copper, or 61.6 per cent, more of aluminum 
than copper is required to give the same resistance. 

The weight of a given volume of aluminum is 30.2 per cent, 
of that of an equal volume of copper. Hence, the weight of 
aluminum for a given conductivity is 1.616 X 0.302 = 48.8 per 
cent, of the weight of the copper, having the same conductivity. 

Copper has but few advantages, as compared with aluminum, 
and these are negligible when the lower cost of alumimma is 

158 
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considered. For equal costs of transmission material, over twice 
as much per pound, can be paid for aluminiun as for copper. 
Manufacturers of aluminum, usually, vary the selling price of 
that metal in accordance with the fluctuations in copper prices, 
keeping it at such a value as to make it cost about 23 per cent, 
less than the equivalent copper, which is a compelling factor in 
the selection of the metal to be used. 

Dxuing the years 1911 to 1915, the price of aluminiun cables 
has been between 23 and 25 cts. per pound. 

The advantages of aluminum over copper, briefly, are: 

1. Its lower cost. 

2. The greater diameter of the wire for a given resistance, or 
given cost. This tends to reduce the corona effect on high 
voltages, as is elsewhere explained, and also, the better radia- 
tion gives a lower temperature under load, thereby, slightly, 
reducing the conductor resistance. Besides, a better mechan- 
ical tie can be made at the insulators, than on a smaller copper 
wire. 

3. The surface of aluminum oxide appears to shed sleet better 
than does copper. 

4. Due to its lightness, freight charges and the cost of 
distributing along the line on reels are lower. 

The disadvantages of aluminum as compared with copper 
are: 

1. It can not be soldered. 

2. Nearly all electrical fittings being of copper, there must be 
connection at certain points between the aluminiun conductors 
and the copper fittings. A good joint between them is difficult 
to make and, unless well made, electrolytic action may, ultimately, 
cause failure of the joint. 

3. It is soft and easily abraded if dragged over stones or hard 
substances, and, therefore, it has to be carefully handled in the 
field. 

4. The lower cost of almninimi does not appear as an actual 
saving except for lines having short spans — say 250 ft. or less. 
The elastic limit of aluminum and its modulus of elasticity are 
lower than those of copper, while its change in length with 
temperature is greater. Hence, for a given clearance between 
the ground and the wire, with maximum sag, the supporting 
poles or towers must be higher if aluminum cables are used 
than would be necessary if they were of copper. 
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Since the cost of the towers or poles increases very rapidly with 
increase in height, the total cost of a Une, having aluminum 
conductors, may equal, or even exceed, that of a line having 
copper conductors, though the cost of the aluminum cables may 
be considerably less than the cost of copper conductors. 

For these same reasons, aluminum is not adapted for lines in 
which the spans are great and the cables small, because they sag 
so greatly imder high temperatures and are stressed so Uttle that 
they will "snake" or whip imder sudden gusts of wind, which 
means that all the cables on a pole do not sway together, preserv- 
ing their normal separation, but whip about individually, thus 
tending to come near enough together to produce corona or even 
actual contact, and consequent short-circuiting. 

These objections have been largely overcome by making 
aluminum cables with steel cores. 

The advantages usually outweigh the objections so that 
iduminum is now being used to a considerable extent for trans- 
mission Unes. 

The Aluminum Co. of America has perfected and is marketing 
a niunber of fittings, connectors and other accessories that make 
the construction of an aluminum line as easy and simple as that 
of a copper one. 

Joints. — ^For straight line joints the dovetail splice, when 
properly made, is satisfactory. This is illustrated in Fig. 85 
and is made by opemng the ends of the cable to be joined, 
fitting the strands of one between those of the other and wrapping 
one strand at a time tightly round the others and the cable 
which they surround. 

Compression joints are generally used on sizes of cable from 
2/0 B. & S. up. They are of two forms, namely the three-piece 
and the single-piece. The three-piece joint is shown in Fig. 86. 
It consists of two cast-aluminum sleeves bored to fit the cable 
and provided with bosses which are pressed down to the diameter 
of the sleeve by hydraulic pressure, compressing all strands of 
the cable to form practically a soUd section. The ends are 
threaded right and left hand, and united by a similarly threaded 
stud. These joints are put on in the factory, the sleeve which is 
threaded right hand being invariably put on the end of the cable 
that is on the inside of the reel. 

Thus, in erecting the cable, the left-hand threaded sleeve, 
which is on the outer end of the cable, is pulled off one reel to the 
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reel that is ahead of it along the line and is connected by the 
stud to the inside of the cable on the second reel after this cable is 
pulled out. 

The single-piece compression joint is similar in form but of 
one piece and is put on in the field, a suitable hydraulic press and 
pump being provided for the purpose. The ends of the cables 
to be joined are brought together in the middle of the sleeve 
which is then compressed. A finished joint of this kind is shown 
in Fig. 87. These joints are very efficient, both mechanically 
and electrically. ^ 



mmmmt'^ 



m^mnmMim 



Fig. 85. — Dove-tail joint. 



Fig. 86. — Three-piece joint. 
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Fig. 87. — CJompression joint. 



Fig. 88. — Mclntyre joint. 





Fig. 89.— Wedge joint. 



Fig. 90. — Tap-oflf clamp. 





Fig. 91. — Parallel groove connector. 



Fig. 92. — Strain clamp. 



The joints are made in the field by means of a portable hy- 
draulic jack and dies. The weight of these tools is about 200 lb., 
the largest piece weighing about 150 lb. 

The Mclnt3rre joint, Fig. 88, is used chiefly on the smaller 

sizes of cable, though it has been used on sizes as large as 650,000 

cm. Like the compression joint, it is both mechanically and 

electrically efficient. It is made of seamless drawn aluminum 

tubing, oval in section, into which the ends of the cables to be 

joined are pushed side by side from opposite ends of the sleeve, 

after which, the joint is completed by giving the sleeves three 

twists, the ends of the sleeves being held in spUcing clamps. 
11 



162 ELECTRICAL EQUIPMENT AND TRANSMISSION 

The wedge joint, Fig. 89, is designed primarily for use on 
larger sizes of cable than 2/0, in emergencies, being a form of 
joint that can be quickly made up. It consists of two cast- 
aluminum sleeves, bored conically on the inside, the strands of 
the cable being forced out against the conical surface by driving 
a cone over the center strand. A right- and left-hand threaded 
thimble screws over the two sleeves and pulls them together. 

This joint depends upon tension for its electrical efficiency 
and should not be used in places where cable hangs without 
tension, and its use is not recommended, excepting for emergencies. 

Two forms of joints are provided for making tap connections. 
The tap-oflf joint. Fig. 90, is made in two pieces to clamp over 
the main-line cable. The tap wire is sweated into the lug, which 
is bored to fit the tap wire and tinned ready for solder before 
leaving the factory. In the field it can be handled like a tinned 
copper lug, and a wire sweated into it in the usual way. 

The parallel groove connector. Fig. 91, is designed for use 
where a joint is required to transmit the full carrying capacity of 
the main-Une cable, or for connecting jumpers to the main line, 
or making a connection at the end of a line to a power house or 
substation. It is of two pieces, grooved to fit the cables to be 
connected, and bolted together over the two cables. When one 
cable is of copper, the groove for it is copper bushed, the bushing 
being sweated into the groove in the factory. 

For dead-ending at the end of a line or at points along the 
line, the dead end or strain clamp. Fig. 92, is furnished. It 
has been designed to give sufficient bearing on the cable, when 
clamped over it, to develop the full strength of the cable. Eye- 
bolts are provided for attaching it through messenger wire and 
strain insulators to the pole or crossarm. 

The bolts used in the above three forms of joints are galvanized 
and a galvanized lock washer is used under all nuts, so that once 
set up there is no chance of their becoming loose. 

Bimetallic Wires. — Both copper and aluminum cables are 
made with steel cores to give added strength. This arrangement 
is not so necessary for copper cables, but for high-tension lines 
on towers with long spans it is almost essential to reinforce 
aluminum to compensate for its high coefficient of expansion 
and its low elastic limit. The electrical characteristics of 
bimetallic wires are: 
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Resistancef copper and steel wire. 

Ri = Rc + [ri* X 67,275 X 10-?] ohms per foot length. (27) 
Re = resistance of copper cable having same diameter as 

compound cable, 
ri = radius of inner steel core. 
Resistance^ aluminum and sted wire. 

R%^ Ra + [ri* X 51,128 X lO"'] ohms per foot length. (28) 
Ra — resistance per foot, of aluminiun cable having the same 
diameter as the compound cable. 

The inductance does not differ appreciably, from that of an 
all-copper or all-aluminum wire having the same diameter and 
distance of separation from its neighboring wire, provided the 
distance of separation be 30 in. or more. 

Physical Properties of Compound Wires. — The weight of 
a copper wire having a steel core is 

Wi^-Wc- 1.4756ri2 = Wo - 0.369d* lb. per foot. (29) 

Wi = weight per foot length. 

ri = radius of core. 

d = diam. of core. 
We = weight per foot length of an all-copper wire having the 
same outside diameter as the compound wire. 

The general formula for weight of wire is 

W = ir[{ri^Si + (ra^ - ri^)S2] lb. per foot. (30) 

which for any two metals reduces to 

W = W^+ rMSi - ^2) lb. per foot. (31) 

r2 = radius of outer shell or tube of wire. 

Si = weight per foot length of metal forming the core having a 

cross-section of 1 sq. in. 
^2 = weight per foot length of one square inch of metal forming 

the shell. 
Wx = weight per foot of solid wire all of the same metal as the 
shell and having a diameter equal to that of the shell. 

For aluminum and steel this reduces to 

W2 = Wa + 7.057ri2 lb. per foot. (31a) 

Wa = weight per foot of solid aluminum wire of same diameter 
as compound wire. 
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Example. Take a 0000 B. & S. gauge wire of aluminum and 
steel. 

Diameter of core = di = 0.3 in. 

ri = 0.15 in. 
Wa from table = 0.195 lb. per foot length. 

7.057ri2 = 0.0225 X 7.057 = 0.15878 
Wz = 0.195 + 0.15878 = 0.35378 lb. per foot. 

Strength of compound wire 

H ==H, + rri^ {Ui - U,) (32) 

H = ultimate strength of wire in pounds. 
Hx = ultimate strength of a wire made of same metal as that 

of shell material and having same diameter. 
Ui = ultimate strength of 1 sq. in. of steel wire. 
Ux == ultimate strength of 1 sq. in of metal, of which shell is 

composed. 

Thus, for the aluminum-steel cable of dimensions given in the 
preceding example, the ultimate strength would be 

Hx = 0.1662 X 30,000 = 5000 in which 0.1662 is the area of 

a No. 0000 cable in square inches. 
He = 5000 + T X 0.0225 (100,000 - 30,000) = 9,950 lb. 

The elastic modulus of a compound wire is 

2 



M, = M2 + (^') (Ml - MO 



(33) 

M% = elastic modulus of shell. 
Ml = elastic modulus of core. 

Reels. — Wire and cables are usually shipped on wooden reels, 
which are returnable to the manufacturer. The quantity of 
dijBferent size wire and cables, which are usually wound on a 
single reel, are given in the following table: 
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Cable and Wirb Cabbtino Capacity of Standard Reels 

(General Electric Co.') 



OTer-All 

dia. of 

cable, in. 



Reel No. 6 
24X12X12 



Reel No. 5 
30X21X15 



Reel No. 4 
48X24X26 



Reel No. 3 
60X24X34 



Reel No. 2 
60X41X34 



Reel No. 1 
66X41X34 



Approximate Maximum Weight of Cable, per Reel, Pounds 





Maximum Length of Wire or Cable, per Reel, Feet 




0.25 


1 

1.500 


5.500 


9.000 








0.30 


1.050 1 3.900 


8.000 








0.35 


790 i 2.850 

! ' 


7,000 








0.40 


600 


2,075 


6,000 


9,700 




1 


0.45 


480 


1,675 


5,000 


7,500 






0.50 


365 


1,375 


4,000 


6.100 






0.55 


260 


1.100 


3.400 


5.100 


9.900 


12,400 


0.60 


240 


890 


2,930 


4.400 


8.300 


10.400 


0.65 


220 


785 


2,430 


3,700 


7,150 


8.900 


0.70 


165 


650 


2.120 


3,180 


6.100 


7,600 


0.75 


145 


580 


1,760 


2.650 


5.200 


6,500 


0.80 




550 


1,460 


2.200 


4.400 


5.500 


0.90 


... 


410 


1.180 


1,780 


3.580 


4,470 


1.00 




300 


1.000 


1,500 


3.000 


3,750 


1.10 




• • ■ 


830 

« 


1.250 


2.500 


3.120 


1.20 






730 


1.100 


2,200 


2,750 


1.20 






600 


900 


1,750 


2,180 


1.40 






530 


800 


1.600 


2.000 


1.50 






430 


650 


1,300 


1,620 


1.60 






• • • 


550 


1,100 


1,370 


1.70 






• • • 


490 


1,000 


1,250 


1.80 






• • • 


420 


850 


1,060 


1.90 






• • • 


400 


800 


1.000 


2.00 








375 


720 


900 


2.25 






• • • 


270 


550 


690 


2.50 






• • • 


220 


460 


570 


3.00 






• • • 


165 


360 


450 



175 



500 



1,500 



2.500 



5.000 



6.250 



Approximate Weight of Reel with Slats, Pounds 



4 



CHAPTER VII 
INSULATORS 

Insulators for high-tension power transmission are now ahnost 
invariably made of porcelain although some glass insulators 
are used. A few lines have been equipped with insulators made 
of " Mectrose " which is a patented composition. These are more 
satisfactory than porcelain because they are lighter and not so 
susceptible of mechanical injury due to shock or electrical dis- 
, charge, as porcelain. They are, however, more expensive. The 
production of an insulator which will resist the high voltages of 
the lines which they support presents no little difficulty. It is 
not, however, normal line voltages which fix the necessary 
dielectric strength of the insulator. Transmission lines are 
subject to transient potentials, which are very high as compared 
with the normal line voltage and the frequency of which may be 
many thousand cycles. In some tests made by Imlay and 
Thomas, in 1912, it was discovered that insulators which 
successfully resisted the application of 240,000 volts at normal 
frequency of 60 cycles per second failed imder the application 
of slightly over 100,000 volts when subjected to high-frequency 
yoltage. From these considerations it follows that the design 
and dietectric strength of an insulator must be fixed to resist 
these transient high-frequency voltages which proceed from 
surges on the line, and not based on the line voltage and 
frequency only. 

In addition to the electrical resistivity of the insulator, it 
must be strong mechanically. The discussions, elsewhere in this 
work, of sag and stresses in transmission lines show how great the 
mechanical forces are which act on the supports, and that the 
insulators must be amply strong to resist even abnormal forces 
which may be applied to them and without imdergoing any 
mechanical injury. An insulator which is cracked or, in any 
wise, injured mechanically becomes useless electrically. 

It is important to note that insulators which are amply strong 
mechanically may be easily cracked if mounted on pins which are 
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not strong enoi^h to resist the strain, and bend slightly under a 
heavy pull. Bending of the pin will crack an insulator which 
otherwise would be quite strong enough for the purpose. It is 
usually safer to purchase both insulator and pin from the same 
manufacturer with a guarantee of mechanical strength for the 
complete unit. 

There Eire two general varieties of insulators, one being the 
well-known form which is supported on sn upright pin fastened 
to a crossarm and known in the trade as the "pin-type insulator" 
while the other is the suspension insulator which is made up of a 
series of porcelain disks flexibly connected together so that they 
form a "string, " the axis of the string being the center Une through 
the disk. These are made in a nimiber of different designs which 
depend partly on the conditions to be met and partly on the 
personal views of the designer. 

Pin-type Insulators. — Pin-type 'insulators are made up of one 
or more porcelain bells, or skirts, as indicated in Figs. 93, 94 



Fio. 94. — Porcelain insulator. 

and 95. In the top is a groove to receive the transmission 
wire, while just below the top is a neck in which the tie-wire 
lies. The bells are hollow and are screw-threaded inside so that 
they may be screwed on to the insulator pin. This practice has 
been modified, however, by cementing an iron thimble into the 
insulator, which thimble is threaded to screw on to the stud of 
the iron insulator pin. 

The size of the insulator, that is the diameter, and number and 
radial length of the bells, is fixed by the voltage to which it is to be 
subjected. The greater the radial distance from the wire to the 
bottom of the bell, measured along its upper surface and then 
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radially back on its under surface to the pin, the greater is the 
resistance to leakage and arcing because of the length of the 
leaki^e path. If, however, the bell is made great in diameter in 
order to produce a long leakage path, the object is partly defeated 
by the fact that the area for leakage is increased in a correspond- 
ing ratio. Therefore, a wide flat disk does not possess as good 
insulating qualities as a steep-sided cone of small diameter. 
These conditions, tt^ther with the fact that it is desirable for 
the insulator to shed water constitute some of the reasons for the 
forms of insulators now in use. 

Its form also results from spreading the bells as far apart as 
possible to reduce the potential gradient. The several bells, 
tt^ether with the insulator 
pin, constitute a series of con- 
densers. If the bells approach 
close to each other, and 
the inner bell close to the pin, 
the capacity of the condensers _ 
is comparatively great and an 
appreciable capacity current 
will Sow over each insulator. 
Also, the potential gradient of 
the air, lying between adjacent 
bells, becomes greater with the 
nearer approach of the bell 
Fia. 95. — Forcelfun inmilator. Surfaces to each other, and 

thereby the insulator is more 
susceptible to puncture and flash-over. Hence, the bells are 
designed to have as great a space between them as practicable, 
and to keep all bells as far away from the pin as possible. 

Another essential element of design is to have the electro- 
static stresses distributed as uniformly as conditions will permit 
and avoid setting up high stresses at some particular point on the 
belb. It has been suggested that an insulator having the top- 
most bell made of metal would be better and cost less than an 
equivalent insulator made wholly of porcelain. Good theoret- 
ical reasons exist for this suggestion and it is possible that insula- 
tors of this kind may become commercial devices. 

In the usual pin-type insulator, the upper bell is not coned as 
much as the lower ones, but is more disk-shaped. This is for the 
purpose of providing a long arcing path whenever there is a 
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tendency for the current to jump from wire to insulator pin, 
passing successively from bell to bell, until the pin is reached as 
indicated in Fig. 183. 

These general statements cover only superficially, a few of 
the considerations which govern the insulator design. Design 
and manufacture of insulators are complex, as not only are 
the questions of shop and electrical conditions involved, but the 
whole art of ceramics enters into it, so that it is quite impossible 
to discuss here anything more than the requirements whi.ch 
the purchasing engineer should insist on. 

Wherever more than one bell, or skirt, is required, it is customary 
to make the insulator in separate sections, each section carrying 



crosS'Bnn pin. 



-Iron Fig. 97. — Malleable iron- Fig. 98. — Pole top pin made 
Din. pole top pin. from standard 2-inch pipe. 



its bell, and these nest one inside the other and are firmly cemented 
together as shown in the figures. 

In general, the design of pin-type insulators is based on 12,000 
to 20,000 volts per individual section, or bell, the average being 
15,000 volts per bell, so that for 45,000 volts, the insulator would 
be made up of 3 bells and for 60,000 volts the number of bells 
would be four. 

The length, from wire to pin, measured over the surfaces — 
upper and lower — of the bells is approximately 0,8 in. per 
1000 volts, for insulators for pressure above 5000 volts. Thus, a 
66,000-volt insulator would have a leakage length of about 53 
inches from wire to pin. 
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Insulator Pins. — Insulator pins for high-tension insulators are, 
universally, of iron. The general form most used for mounting 
on crosssnnB is shown in Fig. 96. This pin is made up of a stud 
varjdng from ^ to ^ in. in diameter, threaded at both ends. 
This stud passes through a hollow, cast- or malleable-iron stand 
which is threaded at the top, and 
I the upper end of the stud screws 
into these threads. Thelowerend 
of the stud passes throi^h the hole 
in the crossarm, and the pin is 
fastened tightly to the crossarm 
by screwing up the bottom nut 
against the under side of the cross- 
arm, the bottom of the stand press- 
ing against the upper surface of the crossarm. The upper end of 
the stud projects above the end of the supporting stand, and on to 
the threads of this exposed portion the thimble is fastened. Cus- 
tomarily, the thimbles are cemented into the insulators at the 



factory, and the insulator, therefore, is screwed into place, the 
screw threads being in metal, both on the pin and in the thimble. 
The stand forms not only a spacer to fix the height of the pin 
above the crossarm, but acts also aa brace to take horizontal 
stresses applied at the upper end of the pin. 



INSULATORS 



171 



There are other forms of insulator pins, but the best for econom- 
ical erection is one which can be fastened tightly to the cross* 
arm without the insulator thimble being in place. Pins can be put 
in place on the crossarms before 
the poles are set, and the insulators 
afterward screwed on when the 
lineman climbs to the pole head to 
string the wires. 

Whenever insulator pins are 
placed on pole tops, a special form, 
called the pole-top pin, is used. 
These may be either of malleable 
iron or a forging of standard 2-in. 
pipe, wedged down and threaded 
at its upper end. Figs. 97 and 98 
show, respectively, these two vari- 
eties of pins. 

Method of Tying. — ^The wires 
have to be tied in place on each 
insulator and a number of methods 
of tying are in use. The best, how- 
ever, is the double-bridle tie which 

is shown in Fig. 99. As indicated, two tie-wires are used no 
each insulator. The end of one is wrapped aroimd the wire mak- 




FiG. 101. — Suspension strain 
insulator. 
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Number of InsiUatozB per String 

Fig. 102. — Characteristic curves of suspension insulator. 

ing from eight to ten turns, beginning about 8 in. back from the 
center line of the insulator. The free end is then brought for- 
ward, passed aroimd the insulator, brought back to the inner end 
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of the coil first made about the main wire, and securely wrapped 
about it, as shown. A similar bridle is put on the opposite side. 
These wires must be pulled up tight and wrapped firmly, as it is 
on them that the real strength of the line depends. Tie-wires are 

usually No. 4 wire and of the same 
metal as that of the main-line con- 
ductor. Larger tie-wires have 
sometimes been used though it is 
impractical to make a good tie 
with wire larger than No. 2. 

Suspension Insulators. — 

Suspension insulators are made of 

disks of porcelain, which are 

provided with metal fittings ce- 

£ I I * I If ^ ^^ mented into place, the upper one 

H fi i" \ tJ forming either a receptacle for a 

!^^^^"i I 1-+-^ \ ^^-^^ y hook or a pin joint, the lower one 

forming a hook or a pin-joint eye. 
Figs. 100 and 101 show both kinds. 
The disks are connected together by the hooks, or by the pin joints, 
as indicated. Each disk, or insulator, can safely resist a certain 
voltage, and by stringing several of them together the total voltage 
which the string can resist can be brought up to any desired value 




Fig. 103. — Suspension eye-bolt. 




Fig. 104. — Suspension clamp. 

within reasonable limits. The resisting voltage of a string is not, 
however, the simi of the resisting voltages of the several insulators 
in the group. The disk next to the Une is subjected to a greater 
stress than the next succeeding one and the third disk has a less 
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stress imposed on it than the second, and so on. The potential 
gradient of a string of disks is very similar to that of .a series of gaps 
between the discharge cyUnders of a multi-gap Ughtning arrester, 
as shown in Fig. 176. In Fig. 102 are shown three curves which 
indicate the increase in voltage with increase in the number of 
disks per group. It is to be observed that the voltage curve for 
dry weather begins to fall ofif rapidly after the number of in- 
sulators exceeds four. The curves for wet weather are prac- 
tically straight lines, showing that for this condition, the resist- 
ai^ce increases approximately in direct proportion to the number 
of insulators. This latter result is, of course, due to an equaliza- 
tion of the electrostatic gradient over the whole group by the 
moisture. 

These insulators are suspended from crossarms by special 
hardware designed for this purpose. Fig. 103 shows an eye-bolt 
for suspending a pin-connected group from a crossarm. The 
wire is fastened to the insulator by means of a suspension clamp, 
which latter is fastened to the hook, or eye-bolt on the insulator. 
Fig. 104 shows a suspension clamp of this kind. 

The following table shows the approximate weights of insulator 
strings, for different voltages.^ 

Table 8 
Weights of Insulatob Strings 



Working voltage 


Weight, lb. 


20,000 


3 


40,000 


11 


60,000 


23 


80,000 


40 


100,000 


60 


120,000 


80 


140,000 


100 



Creighton gives the following as the desirable quaUties which 
any insulator should possess.^ 

1. It shall be mechanically strong in compression and tension. 

2. It shall be tough,. not brittle or fragile. 

3. It shall be non-porous. 

^ Overhead Electric Power Transmission, by Alfred Still. McGraw-Hill 
Book Co. 
« Trans, A. I. E. E., February, 1915. 
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4. The porcelain shall be without appreciable cracks, laminations, 
cavities, conducting flaws, or air pockets. 
5.* It shall be of a fair, uniform dielectric strength. 

6. It shall have a permanent glaze without cracks, roughness or 
checks to hold dirt in the surface. It is desirable to have the glaze as 
non-hygroscopic as it is possible to obtain without sacrificing other 
factors. 

7. Incidentally, the coefficient of expansion of the porcelain should 
be low in order to permit of sudden changes of temperature due to the 
weather conditions. 

8. The parts should be held together with non-changeable cement. 

9. In the matter of design the general rule to follow should be to 
keep the distance between the metal electrodes as great as the me- 
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Dollars per Insulator 

Lock* Insulator Co. 1914-1915. 

Fia. 105. — Cost of insulators. 



chanical strength will permit. In general, this rule calls for thicker 
porcelain than can be economically manufactured. 

10. The design should be such that the air around the insulator is 
weaker to puncture than the thickness of the porcelain even under 
super-spark potentials. 

11. The design should be such as to give a relatively long drip space 
for water so as to hold a high value of spark-over potential during a 
rain. 

12. For dusty countries extra lengths of creepage surface should be 
provided. 

It is far easier to state what is desired than it is to make definite 
recommendations of how the desiderata are to be obtained. Every 
possible avenue of investigation should be tried until the desired per- 
fection of insulator is reached. 
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Comparative Costs of Insulators. — ^Fig. 105 is a diagram showing 
the range of costs of insulators of various kinds during 1913 and 
1914, as given by the Lock Insulator Co. While the prices fluc- 
tuate considerably, the cost of any insulator will be somewhere 
between the maximum and minimum curves shown. 

Following are the specifications for testing insulators as fixed 
by the A. I. E. E. 

1. (a) This specification is intended to cover the checking of the 
design and the testing and the inspection of the factory output, of 

porcelain insulators, cat. No of 

Company; to be manufactured for the Company. 

(b) The operating voltage is and the frequency 

is 

(c) Definitions: By "insulator" is meant the complete insulator or 
group of insulating members including all the parts necessary to sup- 
port the conductor from the crossarm, or on the pin, as the case may be. 

By "unit," or "unit insulator," is meant a suspension insulator 
element complete, having a metal cap and pin. 

By "shell" is meant a single porcelain piece without cement or cap 
or pin. 

2. Drawings. — ^A dimensioned drawing shall be furnished, showing 
the complete insulator and metal parts, or, if the insulators are built 
up or composed of a string of units, showing the details of a unit and 
all the clearances between units and hardware. 

3. Inspection. — ^The maker will give to the purchaser or his repre- 
sentative such access to his works at all times during working hours 
as is reasonable and necessary to determine the suitability of material 
to be supplied, and shall furnish all necessary apparatus, labor, and 
other facilities for making the test^ herein called for, without cost to 
the purchaser. All good insulator units destroyed in the tests here 
called for are to be paid for by the purchaser at the contract price. 

All insulators are subject to final inspection, test and acceptance 
at maker's factory. 

Neither the inspection, nor waiving of inspection, nor the purchaser's 
acceptance, will relieve the maker from obligation to furnish material 
in accordance with this specification. 

4. Design. — ^All insulators shall be designed, as far as may be prac'- 
ticable, to fail by flashover, and not by puncture, under excess voltage 
tests, especially under impact tests. 

Insulators shall be of robust construction and design so as not to be 
easily injured in handling. 

Explanatory Note. — ^The ultimate criterion of the merit of an insulator 
is its performance in service, and the best available measure thereof is 
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its behavior under definite tests. However, as no practicable tests 
actually reproduce service conditions, for example in the matter of 
high-frequency voltage or deposits of dust, criticism on theoretical 
grounds is valuable, and, other things being equal, preference should 
be given to the insulators most closely conforming to theoretically 
best designs. 

Note. — Careful attention in specifying flashover voltages should 
be given to the fact that for varying altitudes the breakdown strength 
of air varies approximately, though not exactly, as the barometric 
pressure. 

Metal Parts 

6; Corrosion. — ^All metal parts shall be of non-corrodable material or 
shall be galvanized, or sherardized, in accordance with the specifications 
for galvanizing prescribed by the joint committee of the National 
Electric Light Association in its Specification for Overhead Crossings 
of Power Lines above Telephone and Other Low-voltage Lines. Surfaces 
shall be free from roughness or projecting points; bearing surfaces shall 
be smooth enough not to injure cables. 

6. Factor of Safety. — Metal parts shall have a factor of safety of at 
least three over the maximum stress that they receive in service, except 
that with pins for pin-type insulators, the factor may be reduced to 
two where a higher factor is impracticable. The maximum service 
strain is here agreed upon as lb. 

Porcelain 

7. Quality. — ^All porcelain shall be dense and homogeneous, as is best 
adapted to high-tension insulator requirements, free from injurious 
cracks, blisters and flaws, or other defects that would render them 
unfit for use in insulators. The burning of aU porcelain sections 
shall be done so as to insure even vitrification but shall not render the 
porcelain unduly brittle. The surface shall be smooth and uniform 
and the body of the porcelain shall be moisture-proof. 

8. Glazing. — The glazing shall be of color and of a reason- 
ably uniform shade, smooth, hard and continuous over all surfaces 
except those to be in contact with the cement. It shaU be unaffected 
by weather, ozone, nitric acid, nitric oxides, alkali dust, or sudden 
change in temperature over the atmosphere range. 

9. Absorption — ^Explanatory Note. — While imperviousness of the 
porcelain to moisture is of supreme importance, no satisfactory test of 
this quality is known. 

Cement 

10. Assembling. — ^All cemented joints between insulator parts shall 
be carefully made, using for this purpose the best grade of neat Portland 
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cement, thoroughly mixed, and plentifully supplied with moisture 
during setting. The assembly shall be so done that no hollows, or 
voids, will be left between the cemented surfaces. All superfluous 
cement must be cleaned off of the insulator before crating. 

Electrical Testing. — Note. — Sections 11 to 15 inclusive are particularly 
applicable to competitive tests and to tests the results of which are to 
be compared to similar tests made with other testing apparatus. In 
cases where merely a comparative study of different designs of the 
same make is to be made, all tests being carried out on the same test- 
ing apparatus, it is usually satisfactory to use the standard test ap- 
paratus of a first-class maker. 

It should be definitely stated in the contract whether §§11-15, 
inclusive, are to be adhered to or not. 

11. Wave Fonn. — The wave form of the generator shall be a true 
sine curve within the Hmits specified for generators by the Standardiza- 
tion Rules of the American Institute of Electrical Engineers and may 
be checked by the methods therein prescribed. 

12. Control of Voltage. — ^The voltage shall be controlled in such a 
way as not to distort the wave form. (One satisfactory method of 
control is the use ot a regulator consisting of a shunt resistance con- 
nected directly across the low-voltage side of the transformer, and a 
series resistance in the supply. The shunt resistance must always 
by-pass at least five (5) times the exciting current of the transformer. 
The principal control is effected by the series resistance. This method 
is often spoken of as the potentiometer method.) 

13. Measurement of Voltage. — ^The method of measuring the vol- 
tage on the test circuit shall be that recommended by the American 
Institute of Electric Engineers, covering such cases. 

14. Kilovolt-ainpere Capacity of Testing Apparatus. — The kilovolt- 
ampere capacity of the testing apparatus, including any series resistance 
used, is important, for the leading current taken by the insulators tends 
to alter the voltage of the test apparatus. The maximum current taken 
from the test apparatus shall not be so great as to distort the voltage 
wave more than permitted for generator electromotive force waves by 
the A. I. E. E. Standardization Rules. 

16. Surrounding Conditions During Tests. — In design checking tests 
of insulators having an operating voltage not exceeding 75,000 volts, 
no object, other than leads' and supports should approach nearer than 
6 ft. (1.8 m.) to the insulator. " For insulators having a higher operating 
voltage, the conditions for the "design tesf of complete insulators 
should be made, as nearly as practicable, the same as the conditions 
of actual service as regards the grounding of one side of the insulator 
and the arrangement and distance of grounded objects in the neighbor- 
hood. A conductor of 6 ft. (1.8 m.), or more, in length, extending 
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equally on both sides of the clamp, should be used to represent the 
transmission wire. 

Note. — In these tests the walls of the room will ordinarily introduce 
a very serious departure from the conditions of outdoor service. Open- 
air tests, where feasible, are preferable from this point of view. 

Rouiine tests, not being on complete insulators or insulator strings, 
do not require these precautions. 

16. Frequency. — Tests should be made at the frequency at which the 
insulator is to be used. Where special agreement is made, tests may be 
made at 60 cycles on insulators intended for use on higher and lower 
frequencies. No error of a serious magnitude will be expected within 
the range of 25 to 133 cycles. 

17. What Constitutes a Breakdown or a Flashover. — ^An insulator 
is said to "fail," or "break down," under a voltage test whenever a 
puncture occurs in any part of the insulator. It is said to flash over 
when a discharge of any sort passes all the way from one terminal to. 
the other, since such a discharge would be followed by an arc on a power 
line. 

Local breakdown, either corona or local sparks, while an important 
symptom, indicating severe local stress, does not constitute a flash- 
over. The weight to be given to such local breakdown, however, is a 
matter of judgment. 

18. Rain Tests. — ^Water should be sprayed on the insulator at a 
uniform rate averaging 1 in. (2.5 cm.) depth in 5 min., and should be 
reasonably uniformly distributed over the whole insulator. The 
rate of precipitation shall be measured by collection of water in a pan 
at the location of the insulator, the insulator being removed. A fairly 
satisfactory spray in the form of a fine mist can be obtained by some 
forms of spray nozzles where pressure is available. 

The spray shall strike the insulator at an angle of approximately 45® 
with the vertical. 

The water used shall have a high specific resistance, not less than 
5000 ohms per cubic inch (12,7000 ohms per cubic centimeter). Pure 
water may often be obtained from condensed steam or melted ice, 
preferably artificial ice, or rain. Municipal water supplies are often 
so impure as to seriously impair the performance of the insulator on the 
wet flashover. 

When insulators are to be used in localities subjected to salt spray, 
or alkali, or acid mists, or to conditions producing dew deposits, special 
tests may be agreed upon. 

19. Puncture under OIL — Tests on a certain percentage of insulator 
units, ordinarily not exceeding }4 per cent., should be made to deter- 
mine the ability of the insulator to resist puncture and to measure the 
uniformity of the product. This test is best made by submerging 
the insulator in oil. 
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For this test each suspension insulator unit should be completely 
assembled with its standard hardware. 

With pin-type insulators, there should be attached to the head of 
the insulator wires representing the tie and Hne wires, and a metiil 
pin should be placed in proper manner in the pin hole. 

The test voltage should then be applied to the hardware in each 
case. The puncture value obtained under these conditions should 
not be less than 135 per cent, of the dry flashover voltage and should 
where possible, be much higher. In the case of suspension units, a factor 
approaching 200 per cent, has sometimes been obtained. 

The puncture voltage that must be met in the actual tests (§24) 
should be here specified for each contract, viz volts. 

In making the test, apply to the insulator a voltage 30 to 40 per 
cent, below the dry flashover value and then raise the voltage gradually, 
or by steps, until puncture occurs, at a rate of about 5000 volts per 
second. The puncture value of the porcelain is very sensitive to the 
length of time voltage near the maximum is applied; the puncture 
voltage may be lowered as much as 20 per cent, by long-continued 
application of the test voltage. It is well to have a short air gap be- 
tween each insulator under test and the testing line, that the char- 
acter of the charging current may be judged by the appearance of the 
arc. 

Pin-type Insulators 

20. Inspection. — ^All parts shall be inspected before assembling. 

21. Routine Tests— Electrical Tests before Assembling. — ^All insulator 
shells, before being assembled, shall be tested for 3 min. at the voltages 
given in the following table. Should any shell be punctured in the 
last minute of test, the test will then be continued, after the removal of 
the punctured piece, until no puncture occurs in one full minute of test. 
These tests are to be conducted by inverting the parts in pans of water 
and placing water inside the several pieces, the potential then being 
applied to the two bodies of water. 

Note. — ^The water both inside and* outside shall be filled to within 
}4 in. of the highest point to which the later applied, conducting parts, 
including cement, will extend. 

The individual tests in the various shells shall be as follows: 

Head volts 

Second shell volts 

Third shell volts 

Fourth shell volts 

Center volts 

22. Routine Tests — ^Final Electrical Tests. — ^All completed insulators 
shall be tested according to one or the other of the four following tests. 
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One of these tests should be definitely specified for each lot of insulators 
tested under these specifications. 

(a) The insulators in groups shall be subjected to a voltage steadily 
applied, just below the flashover voltage, for a period of 3 min. The 
voltage shall be held at such a point that a flash shall occur over some 
insulator of the set occasionally, but not more often than once in 3 
sec. This test involves a steady voltage stress and gives an oppor- 
tunity for the heating up to the puncture point of any spots in the 
porcelain which may be sufficiently defective. For this test it is, there- 
fore, objectionable that there should be frequent flashing over, as each 
flashover presumably removes the potential from aU insulators for one 
alternation. 

If an insulator of the group punctures during the last minute of the 
test, the test shall be continued until one full minute elapses without a 
puncture. 

(b) The insulators in groups shall be subjected to a voltage in excess 
of the flashover voltage so that a continuous succession of flashovers 
exists, this being continued for a period of 2 min. This test is intended 
to introduce the effect of impact and, consequently, continual flashover 
is necessary. 

(c) The insulators in groups shall be given test (a) above, followed 
by test (6). The first test may be changed into the second by merely 
raising the potential, without removing the voltage. In this case the 
time of the second part of the test should be reduced to 1 min. 

{d) This test is the same as test (6) above except that, instead of 
applying this testing to insulators in groups, the insulators shall be 
tested singly and the voltage continued for a period of 20 sec. 

Note. — In all the tests (a), (6), (c) and (d) above, it is important 
that the current be so Umited in volume that no power arc shall follow 
a flashover, as otherwise the voltage will be substantially removed 
from the insulators during the continuance of the power arc. 

23. Design Test — ^MechanicaL— The following design test shall be 
made on enough complete insulators, usually not exceeding Ji per cent., 
to determine the behavior of the design and the uniformity of the 
product. 

The insulators shall be capable of withstanding for 15 sec, without 

signs of distress, a pull of lb. ( kg.) applied at the 

tie-wire groove in a direction at 90® with the axis of the insulator and 
pin. For the purpose of making this test, the insulator shall be mounted 
on the pin to be used in service. In case of failure, the question as to 
whether the insulator or the pin is at fault shall be determined by 
testing again with a solid steel pin turned from a piece of round steel 
of such dimensions that this piece of steel acting as a pin for the in- 
sulator will not bend under the above-mentioned load. 
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It is desirable that a number of insulators be tested to destruction 
to show approximately the margin in mechanical strength. 

24. Design Tests — ^Electrical. — ^The following design tests shall be 
made in enough complete insulators to determine the performance of 
the type. The insulator shall stand without failure: 

(a) A test for flashover, dry, of three times the potential between 
line wires, applied for 1 min. 

(b) A test for flashover, wet, of not less than two times the potential 
between line wires, applied for 1 min. 

(c) Puncture test under oil shall be made as specified under §19 
above. 

Suspension-type Insulators 

26. Routine Tests — ^Electrical Test before Assembling. — ^All insulator 
shells shall be tested according to one or the other of the three following 
tests. One of these tests should be definitely specified for each lot of 
shells tested under this specification. 

(a) The shells in groups shall be subjected to a voltage steadily 
applied, just below the flashover test for a period of 3 min. The vol- 
tage shall be held at such a point that a flash shall occur over some shell 
of the set occasionally, but not more often than once in 3 sec. This 
test involves a steady voltage stress and gives an opportunity for the 
heating up to the puncture point of any spots in the porcelain which 
may be sufficiently defective. For this test it is, therefore, objectionable 
that there should be frequent flashing over, as each flashover, presum- 
ably, removes the potential from all insulators for one alternation. 

If a shell of the group punctures during the last minute of the test, 
the test shall be continued until one full minute elapses without a 
puncture. 

(h) The shells in groups shaU be subjected to a voltage in excess of 
the flashover voltage so that a continuous succession of flashes exists, 
this being continued for a period of 2 min. This test is intended to 
introduce the effect of impact and, consequently, continual flashover is 
necessary. 

(c) The shells in groups shaU be given test (a) above, followed by 
test (6). The first test may be changed into the second by merely 
raising the potential at the end of the first test. In this case, the time 
of the second part of the test should be reduced to 1 min. 

Note 1. — In all the tests (a), (b) and (c) above, it is important 
that the current be so hmited in volume that no power arc shall follow a 
flashover, as otherwise the voltage will be substantially removed from 
the shells during the continuance of the power arc. 

Note 2. — In making these tests the insulator shells are to be inverted 
in a pan of water and water placed in the inside. The water both inside 
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and outside shall be filled to within }i in. of the highest point to which 
the later-applied conducting parts, including cement, will extend. 

26. Routine Test — Mechanical Test. — ^After at least 10 days' setting 
of the cement, all units shall withstand for 3 sec, without signs of 

distress, a mechanical pull of lb. ( kg.), in line 

with the axis of the insulator. Insulators may be given this test after 
a shorter period of setting, at the risk of the maker. 

27. Routine Test — ^Final Electrical Test. — ^All completed insulator 
units shall be tested according to one or the other of the four following 
tests. One of these tests should be definitely specified for each lot of 
insulators tested under this specification. 

(a) The insulator units in groups shall be subjected to a voltage 
steadily applied, just below the flashover test, for a period of 3 min. 
The voltage shall be held at such a point that a flash shall occur over 
some unit of the set occasionally but not more often than once in 3 
sec. This test involves a steady voltage stress and gives an oppor- 
tunity for the heating up to the puncture point of any spots in the 
porcelain which may be sufficiently defective. For this test it is, there- 
fore, objectionable that there should be frequent flashing over, as each 
flashover, presumably, removes the potential from all units for one 
alternation. 

If a unit of the group punctures during the last minute of the test, 
the test shall be continued until one full minute elapses without a 
puncture. 

(6) The insulator units in groups shall be subjected to a voltage 
in excess of the flashover voltage so that a continuous succession 
of flashes exists, this being continued for a period of 2 min. This test 
is intended to introduce the effect of impact and, consequently, con- 
tinual flashover is necessary. 

(c) The insulators in groups shall be given test (a) above, followed 
by test (6). The first test may be changed into the second by merely 
raising the potential at the end of the firat test. In this case, the time 
of the second part of the test should be decreased to 1 min. 

(d) This test is the same as test (6) above, except that instead of 
applying this testing to units in groups, the units shall be tested singly 
and the voltage discharges continued for a period of 20 sec. 

Note. — In all the tests (a), (6), (c) and {d) above, it is important 
that the current be so limited in volume that no power arc shall follow 
a flashover, as otherwise the voltage will be substantially removed from 
the insulators during the continuance of the power arc. 

This test shall be made after the mechanical test above prescribed, 
§26. 

29. Design Tests — ^ElectricaL — The following design tests shall be 
made on enough complete assembled insulators, not exceeding M per 
cent, to determine the performance of the type. 
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(a) A test for flashover, dry, of one insulator unit having its normal 
position in the string, and of a complete insulator string consisting of 

units, of volts, and volts respectively, applied 

for 1 min. 

(6) A test for flashover, wet, of a single insulator and of the string, 
of volts and volts respectively, applied for 1 min. 

(c) The puncture test under oil shall be made as specified under §19 
above. 

It is preferable that the arc-over of the complete insulator, when the 
test voltage is sufficiently raised, shall be over the insulator as a whole 
and shall not be over the individual elements. 

30. Design Tests — Mechanical. — The following design test shall be 
made on enough complete insulators, usually not exceeding K per cent., 
to determine the behavior of the design and the uniformity of the 
product. 

After at least 2 weeks' setting of the cement, the insulators to be 

tested shall withstand for 15 sec. without sigiis of distress a pull of 

lb. ( kg.) in line with the axis of the insulator. 

It is desirable that a number of these insulators be pulled to destruc- 
tion to show approximately the margin in mechanical strength. 

Appendix 

The following tests are recommended as desirable where appropriate. 
They are not incorporated in the above specifications, as experience 
with them is not yet sufficiently broad. 

31. Uniformity Puncture Test — Twenty-two single insulators, 
chosen at random from stock, which have passed all routine tests, shall 
each in turn be punctured under oil, as provided for oil tests in §19 
above. Any 20 of these values of puncture voltage shall then be 
selected by the maker. The difference between the maximum and 
minimum of these 20 puncture voltages must not be more than 20 
per cent, of the average voltage. This test should be repeated with 
one or more additional groups of 22 disks, not exceeding in the aggregate 
3^ per cent, of the total, enough to determine the uniformity of the 
product. In case of failure of the lot to pass this test, the other in- 
sulators from the same burnings shall be tested, as specific under §28, 
but for a period five times that there specified. 

32. Design Test — ^Impulse Test' — ^Ten units shall be selected at 
random. Each of these disks shall be connected in turn to the impulse 
circuit shown in Fig. 106. The gap A shall be set at three or, preferably, 
four times the arc-over voltage of a single unit. The voltage shall be 

* For an example of the application of such a test see paper by Imlat 
and Thomas, Trans. A. I. E. E., vol. XXX, 1912. 
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increased until gap A sparks over, when the circuit shall be immediately 
opened by breaker, or the voltage otherwise removed. This shall com- 
prise a "stroke." Such strokes shall be repeated on each unit or string 

of units up to strokes, or until puncture occurs. Preference 

shall be given to the design or make of insulator showing the greatest 
uniformity and the highest resistance to puncture. Referring to Fig. 
106, the shunt-condenser capacity shall be equal to that of an air-plate 
condenser having from 75 to 100 sq. ft. surface on each plate and a 
spacing equal to 25 per cent, more than the sparking distance of the 
voltage used. The connections from the condenser to the insulator 
should be as short as practicable. ^ 
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Fig. 106. — ^CJonnections for impulse test. 

Note. — The above test will show, in a general way, the probable 
effect of surges, lightning, etc., on the life of the insulator, as well as 
the uniformity of the porcelain. While there is not sufficient experience 
with this test to secure a numerical measure of the number and sort of 
strokes that must be withstood by the insulator to insure a puncture- 
proof product, the test as outlined above is very important in com- 
petitive tests. 

33. Design Test— Combined Mechanical and Electrical Test — The 
following design test should be made upon enough insulators to deter- 
mine the performance of the design and the uniformity of the product. 

An insulator placed in an insulated testing machine and impressed 
with a voltage just under or just over the flashover voltage (as may 
be agreed upon) shall be subjected to a gradually increasing mechanical 
pull until puncture occurs. 

The insulator should not puncture at less than twice, or, preferably, 
three times the maximum pull to which the insulator is to be subjected 
in service, as fixed in §6 above. 

34. Uniformity — ^Brittleness Test, Applicable Especially to Suspension 
Insulators. — The following uniformity test should be made upon enough 
insulator units to determine the performance of the design and the 
uniformity of the product. 

A completed insulator unit which has passed all routine tests shall 
be placed in ice water, and the temperature of the water raised to boiling. 
The heating should not begin until after the insulator has been in ice 



INSULATORS 186 

water 15 min. to permit all parts to come tp the same temperatures. 
The water should then be heated at a uniform rate of about 1®C. per 
minute. After remaining at boiling temperature for 30 min., the unit 
may be removed and should afterward be tested either by the measure- 
ment of its insulation resistance, using 1000 or 2000 volts for the 
measurements, or by the standard routine electrical test (§28), or 
both. 

36. Percentage of Failure in Routine Tests. — The percentage of 
punctures in the electrical tests is a rough measure of the burning 
of the porcelain and the care in manufacture. A relatively large 
percentage of failures, perhaps over 5 per cent., suggests under-firing. 
It is recommended that the following modification be applied to routine 
tests §22 and §28: 

"When the percentage of punctures in any group of insulator units, 
or shells, under test simultaneously, exceeds 5 per cent., the length of 
the time of application of the test voltage shall be doubled for that 
group." 



CHAPTER VIII 

POLE AND TOWER LINES 

Right-of-way. — Carrying a transmission line across country 
involves the necessity of purchasing the right from property 
owners to plant poles or erect towers, string wires, and, at all 
times, have free access to the Une. In some cases, it has been 
necessary to purchase a strip of land for this purpose, just as a 
railway, occupying the land, would be obliged to do. Usually, 
however, it is only necessary to pay for pole, or tower, rights. 
Sometimes this takes the form of a flat payment for the right in 
perpetuity, and in other cases, a yearly rental is exacted. 

The way must be cleared of all trees tall enough to fall against 
the Une in case any one of them should be broken ofif or up- 
rooted by storms. Lines supported on tall towers do not require 
so much wood cutting as lines on shorter poles. The cost of 
tree felling is not, really, a permanent disbursement, as the timber 
or firewood obtained usually sells for more than the cost of 
labor. 

While as direct a route as possible should be chosen for the line, 
it does not pay to place it far from a railway or good country 
road, and even if the line has to diverge considerably from its 
natural direction, an accessible route should be chosen. The 
distributing of poles, or towers, reels of wire, tools and fittings, 
and the necessity of patrolling the line after it has been built, 
make it necessary to have it adjacent to a highway, except under 
unusual conditions which justify diverging from the road. 

Pole and Tower Lines. — Transmission lines are supported by 
poles or towers. The poles may be of wood, steel latticework, 
tubular iron, or reinforced concrete. Steel towers are simply 
lattice poles greatly increased in their dimensions. It is cus- 
tomary to use steel towers for lines on which the pressures exceed 
66,000 volts. The reasons given for the use of towers are that 
they are durable, permanent structures, and their adoption is 
necessary because of the great crossarm lengths required for sus- 
pension insulators. Also it is cheaper to use towers and place 
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them at considerable distances apart than to use small structures 
and place them closer together. In the opinion of the author, 
there are very few conditions which justify the use of steel 
towers, and a large percentage of the steel-tower lines, now in use, 
have required an investment and consequent interest and depre- 
ciation charges, both of which are greatly in excess of the corre- 
sponding costs of a well-constructed, pole-supported line. This 
subject will be discussed later in more definite detail. 

In the adoption of any form of support, its strength must be 
sufficient to resist the following stresses: 

(o) Vertical forces due to weight of structure and wires. 

(6) A bending or overturning moment due to wind pressure 
against surface of supporting structure plus one-half the length of 
each wire between adjacent spans attached to the support. This 
force acts at right angles to the direction of the line. 

(c) The unbalanced longitudinal force set up by the accidental 
breaking or burning loose of a certain proportion of the wires 
carried by the supporting structure. This proportion is usually 
taken as one-third the total niunber of wires carried by the sup- 
port though some engineers have considered that two-thirds 
the total niunber of wires may be broken or burned and have 
designed supports on this basis. 

(d) The twisting rnoment produced by the breakage of one 
or more wires. 

The bending moment at the ground line due to the side pres- 
sure of the wind, is equal to Mi + Af 2. 

Ml = moment produced by wind pressure against the pole and 
Af 2 = moment produced by wind pressure against the wires. 

Ml = ^^2 Ib.-ft. (34) 

Pi = wind pressure per square foot of projected area of pole, 

usually taken at 16 lb. per square foot. 
Hi = height of pole above ground, in feet. 
Di = diameter of pole at ground line, in inches. 
Di = diameter of pole at top line, in inches. 

M, = ^« g» ^^^ + S*) n, _j^ (35) 

P2 = wind pressure against wires, in pounds per square foot of 
projected area, usually taken as 10 lb. per square foot. 
H2 = height of wire above ground, in feet. 
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n = number of wires. 
d = diameter of wire, in inches. 
Si and 82 are lengths of spani^ adjacent to pole, in feet; usually, 

Si = S2 

The moment of resistance to flexure of a round pole is 

^^ - 384 122 ^^^^ 

/ = maxhnum stress at outer fibre, per square inch. 
D — diameter of pole in inches, at point for which Mr is 
computed. 

The deflection of a round pole is 

S = 3^ (37) 

For a wood pole having a modulus of elasticity of 1,500,000, this 
becomes 

^ ~22X 10^ XD^ 

8 = deflection in feet. 
M = bending moment in Ib.-ft. = PL 

P = total pressure against pole to deflect it. 

L = height from point about which moment is taken (usually 
ground line), to point of application of P, in feet. 

E = modulus of elasticity of material = 1,500,000, average 
for timber. 

I = moment of inertia = 0.04912)^ for a circular section 
and 0.0833b^ for a rectangular section in which D = 
diameter, and b = length of side of the square, in feet. 

The ultimate strength of various pole timbers is given in the 
following table. 

Table 9. — Strengths of Vabious Pole Timbebs, in Fi^exure 

(Fiber Stresses at Rupture) 

Cedar 3500 to 5600 lb. per square inch. 

Chestnut 4500 to 0700 lb. per square inch. 

Cypress 6000 to 7000 lb. per square inch. 

Long-leaf pine 8000 to 8600 lb. per square inch. 

Short-leaf pine 7000 to 7700 lb. per square inch. 

Griswold^ has made a number of tests on pole timbers, from 
which he has plotted a series of curves shown in Fig. 107. These 
» Trans. A. I. E. E., April, 1912. 
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curves show the total bending moments at which the different 
kinds of polee, and having various diameters, broke. This 
diagram can be used in the selection of a pole for a given applied 
stress. If the bending moment on the pole be multiplied by the 
desired factor of safety, the product is the value to be taken 
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on the line of "ultimate load," in foot-pounds, and the ordinate 
of the particular curve selected will give the circumference of 
the pole required to resist the given bending moment and have 
the factor of safety adopted. 

As an example, assume a chestnut pole 40 ft. high above the 
ground line, and having a maximum force of 2000 lb. acting 
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against it at the top. What is the size of pole required to resist 
this force, with a factor of safety of 23^? 

Bending moment at the groimd line = 40 X 2000 = 80,000. 
Bending moment, multiplied by factor of safety = 2}4 X 80,000 
= 200,000. 

The abscissa corresponding to the ordinate 200,000 on curve 
No. 4 for chestnut poles is 53, which is the required circumference 
of the pole at the ground line. 

The weakest point of a pole, acting as a cantilever with 
the force applied at its small end; is where di = 1.5d, d 
being the top diameter and di the diameter at the weakest point. 
This fact is deduced as follows:^ 

Bending moment of cantilever is Px Ib.-in. in which x is the 
distance from the end at which the force is applied to the section 
where the bending moment is to be taken, and P is the force 
applied. 

If the stress T, in the outermost fibres is expressed in pounds 
per square inch, and the section is assmned circular: 

Txd* 



Px=- 



32 



The diameter at any point x in. below the section of diameter 
dfisd + tx,t being taper of the pole, or the increase in diameter 
per inch length. Hence, 

In order to find the position of the crossHsection at which the 
pole is most likely to break — ^that is to say, where the fibre stress 
is a maximum — ^it is necessary to differentiate the last equation 
with respect to x and find the value of x which makes this differ- 
ential equal to zero. This gives 

_d 

^ " 2t 

for the point where the stress T is a maximum. The position of 
this cross-section is, evidently, not n'ecessarily at ground level. 
If this value of x equals or is greater than H, then the maximum 
fibre stress will be at ground level, and it is calculated by sub- 
stituting ^ for a; in the formula, H being the height of the pole 
in inches. 

^Overhead Electric Transmission, by Alfred Still. McGraw-Hill Book 
Co. 
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The diameter of the pole at the weakest point is: 

d: = d + tx = d + t{^^ = 1.6d. 

and it is only when the diameter at ground level is greater than 
one and a half times the diameter where the pull is applied that 
the pole may be expected to break above groimd level. 

If the stress T, the taper t, and the pole-top diameter d, are 
known, the allowable load P is readily calculated as follows: 

Bending moment = Px 

Resisting moment = -^ X T. 
But 

a: = rt^ and d„ = 1.6d. 

Substituting these values and equating the bending and resisting 

moments 

Pd TT(1.5d)^ 

2t " 32 

whence 

P = 0M2Ttd'. 

Similarly, if the pull P is known, the pole-top diameter should 
be: 



~\o: 



6627^ 



The woods which are suitable for poles and generally used are: 
white Michigan cedar, chestnut. Western yeUow pine. Southern 
yeUow pine, and red cedar. Other woods are occasionally used, 
particularly when the transmission line is built in sections where 
some certain growth is locally abundant and easily obtained. 
Juniper, cypress, locust and catalpa are among these latter 
varieties. 

The wood should be cut from well-grown trees and when the 
sap is down, usually, between October and April. If practicable, 
it should be thoroughly air-seasoned. Where .the poles are 
required in a short time, water-seasoning is resorted to. This 
consists of soaking the poles in a stream from 30 to 40 days and 
subsequently air-drjdng for at least 35 days of dry weather, the 
total time of air-dr3ring being 35 days plus all additional days of 
damp or wet weather occurring during the period. In some cases. 
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the poles have been kfln-dried, but this usually adds considerably 
to the exp^ise and is avoided when possible. 

The life of the poles is dependent on the character of the wood, 
the locality, and whether, or not, they were seasoned before plant- 
ing and also dependent on the character of preservative treat- 
ment, if any. It has been found that any preservative coating, 
applied to green timber, actually shortens the life of the pole. 
The average life of poles is from 10 to 12 years. In some cases, 
poles have lasted not more than 8 years and, in others, particulariy 
in the dry portions of the Southwest, they have given service 
as long as 25 years. In estimating depreciation, it is customary 
to assume the life of a pole as 10 years, giving a 10 per cent, 
depreciation. 

There are many processes of treatment for increasing the life 
of poles but the one which is principally used is a surface treat- 
ment of the butt only, by painting with hot tar or a dead oil of 
coal tar. A better method of applying is to dip the ends of the 
poles in a deep tank of hot tar or creosote. This, of course, has to 
be done in the pole yards by the use of a derrick with which the 
poles can be lifted. The pole tops are usually cut wedge-shaped 
at an angle of about 45^. The tops should be coated with a 
heavy coat of white lead or tar. The gains made in the poles 
for crossarms should also be covered with a generous coating 
of white lead. 

Following is a general specification for poles. ^ 

GENERAL SPECIFICATIONS FOR POLES 

To determine the character of poles to be used, pole lines may 
be divided into the three following classes: 

Class "A": for heavy transmission lines or heavy distribu- 
tion lines. 

Class **B": for light transmission lines or ordinary distribu- 
tion lines. 

Class "C " : for very light distribution or light secondary lines. 

The purchasing company is to have the right to make such 
inspection of the poles as it may desire. The inspector of the 
purchasing company shall have the power to reject any pole 
which is defective in any respect. Inspection, however, shall 
not relieve the manufacturer from furnishing perfect poles. 

^ Locke Insulator Co. 
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Any imperfect poles which may be discovered before their final 
acceptance shall be replaced immediately upon the requirement 
of the purchasing company, notwithstanding that the defects 
may have been overlooked by the inspector. If the requirements 
of these specifications are not fulfilled when the poles are offered 
for final acceptance, not only shall the purchasing company have 
the right to reject the poles, but the expense of inspection of such 
defective poles shall be borne by the manufacturer. 

All poles shall be subject to inspection by the purchasing com- 
pany, either in the woods, where the trees are felled, or at any 
point of shipment or destination. Any pole failing to meet all 
the requirements of these specifications may be rejected. 

All poles shall be of the best quality live timber, squared at 
both ends, reasonably straight, well proportioned from butt to 
top, peeled and with knots trimmed close. 

Sizes 

The circumference at the top must be not less than the 
following: 

Poles class A 20. in. 

Poles class B 22 in. 

Poles class C 24 in. 

Circumference at a point, 6 feet from the bottom end must be 
not less than given in following table. ^ 





Length of Pole 


Circumferenoe at 6' above butt 
















35' 


A 


B 




C 














40' 












45' 












50' 












55' 












60' 











Where poles are not truly round, the short diameter must not 
be less than 80 per cent, of the long diameter. 

' This table fixed by character of timber specified. See Tables 11, 12, 13, 
and 14. 

13 
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Quality of Timber 

Dead Poles. — The wood of a dead pole is grayish in color. The 
presence of a black line on the edge of the sapwood (as seen on the 
butt) also shows that the pole is dead . No dead poles, and no poles 
having dead streaks covering more than one-quarter of their surface 
shall be accepted under these specifications. Poles having dead 
streaks covering less than one-quarter of their surface shall have 
a circumference greater than otherwise required. The increase 
in the circumference shall be suflBicient to aflFord a cross-sectional 
area of sound wood equivalent to that of sound poles of the same 
class. 

Fire-killed or River Poles. — ^No dark red or copper-colored 
poles, which when scraped do not show good live timber shall be 
accepted under these specifications. 

Twisted, Checked or Cracked Poles. — ^No poles having more 
than one complete twist for every twenty (20) feet in length, no 
cracked poles containing large season checks shall be accepted 
under these specifications. 

"Cat Faces." — ^No poles having "cat faces" unless they are 
small and perfectly sound and the poles have an increased 
diameter at the "cat face/' and no poles having "cat faces" near 
the six (6) foot mark or within ten (10) feet of their tops, shall be 
accepted under these specifications. 

Shaved Poles. — ^No shaved poles shall be accepted under these 
specifications. 

Miscellaneous Defects. — "No poles containing sap rot, evidence 
of internal rot as disclosed by a careful examination of all black 
knots, woodpecker holes, or plugged holes; and no poles showing 
evidences of having been eaten by ants, worms or grubs shall be 
accepted under these specifications, except that poles containing 
worm or grub marks below the six (6) foot mark will be accepted. 

Crooked Poles. — No poles having a short crook or bend, a 
crook or bend in two planes or a reverse curve shall be accepted 
under these specifications. The amoimt of sweep, measured be- 
tween the portion six feet from the lower end and the top of the 
pole, that will be acceptable under these specifications, is as 
follows: 

35-ft. poles shall not^have a sweep over 103^ in. 
40-ft. poles shall not have a sweep over 12 in. 
45-ft. poles shaJlnot have a sweep over 9 in. 
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50-ft. poles shall ^ot have a sweep over 10 in. 
55-ft. poles shall not have a sweep over 11 in. 
60-ft. poles shall not have a sweep over 12 in. 

Defective Tops. — ^Poles having tops of the required dimensions 
must have sound tops. Poles having tops one (1) inch or more 
above the requirements in circumference may have one (1) pipe 
rot not more than one-half (3^) inch in diameter. Poles with 
double tops or double hearts shall be free from rot where the two 
parts or hearts join. 

Defective Butts. — No poles containing ring rot (rot in the form 
of a complete or partial ring) shall be accepted under these 
specifications. 

Scattered rot, unless it is near the outside of the pole may be 
estimated as being the same as heart rot of equal area. 

"Wind Shakes." — ^Poles with cup shakes (checks in the form 
of rings) which also have heart or star checks may be considered- 
as equal to poles having hollow hearts of the average diameter 
of the cup shakes. 

Inspection. — ^All poles shall be subject to inspection by the 
purchaser's representative, either in the woods where the trees are 
felled, or at any point of shipment, or destination. Each pole 
thus inspected shall be marked according to its length and class 
with a marking hammer, by the purchaser's representative. 
All poles faiUng to meet these specifications shall be rejected. 

The average rate of tapering of poles is as follows: 

Chestnut 3.8 to 4 in. change in circumference for each 10 ft. of length. 

Michigan white cedar 5.2 in. change in circumference for each 10 ft. of 
length. 

Western yellow pine 4 in. change in circumference for each 10 ft. of length. 

Southern yellow pine 2.4 in. change in circumference for each 10 ft. of 
length. 

Red cedar 3.5 in. change in circumference for each 10 ft. of length. 

Pole Setting. — No strict rule can be laid down for method and 
depth of setting as this will vary with character of the soil and 
other factors. The following table, however, shows standard 
depths of settings for different sizes of poles. . 

The hole should be in every case large enough to have a 6-in. 
marginal space around the pole, that tamping may be done 
effectively. One shoveller to three tampers insures a solid setting. 
Soil should be heaped about the pole to allow for settUng and 
drain. 
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Table 10. — Depth of Pole Settings 

Length of pole Depth in ground 

25 ft. or less 5 ft. 

30 ft. or less 53^ ft. 

35 ft. or less 5^ ft. 

40 ft. or less 6 ft. 

45 ft. or less 6)^ ft. 

50 ft. or less 7 ft. 

55 ft. or less 7H it. 

60 ft. or less 8 ft. 

65 ft. or less S^i ft. 

70 ft. or less 9 ft. 

75 ft. or less 9^ ft. 

80 ft. or less 10 ft. 

(In solid rock set 2 ft. less) 

Where poles are set in solid rock, pieces of rock, well filled, should 
be securely wedged around the pole. 

In marshy ground some special means must be adopted to 
insure a stable and rigid setting. Sometimes this is obtained by 
digging out a hole of suflBicient diameter to sink an ordinary 



Flaak2z6i0 
or Log 



Oroii Arm Bolts 
and Waiheri 






GroM Acm Bolts 
Waaliexi anOi Bplkei 
Plaiik2'z6'k5' 
or Log 

og or Old Guy Stub 
(for Beqnired Longfh 
8'-^12"Diam. 



Fig. 108. — Method of setting poles in swampy earth. 

barrel into it, the poles set in the center line of the barrel and the 
space filled in with concrete. Fig. 108 a and b give suggestions 
for settings that have been satisfactory in swampy territory. 

Poles should be numbered after erection, the numbers being 
painted in white lead and about 6 ft. from the ground line. The 
numbering should be consecutive from the power station to the 
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end of the line. All guy stubs and braces should be given the 
same numbers as the pole with which they are connected and 
designated by some letter, as B. A record should be made of 
the location of each pole and, in case of injury, necessity of 
removal or any other change being required, the numbers afford 
a simple and ready means of identification. 

The following tables give the average proportions of various 
kinds of poles. 



Table 11.- 



-PoLE Dimensions — Eastern and Middle Western 

Growths 





Length, 


Eyastern cedar 


Juniper 


Chestnut 




A 


B 


A 


B 


A 


B 




feet 


ciro. at 


ciro. at 


circ. at 


ciro. at 


oiro. at 


oiro. at 






top - 22" 


top - 25" 


top - 22" 


top - 26" 


top - 22" 


top - 26" 






cir. 6 ft. 


cir. 6 ft. 


cir. 6 ft. 


c5r. 6 ft. 


<ar. 6 ft. 


or. 6 ft. 






from base, 


from base, 


from base, 


from base, 


from base. 


from base. 






inches 


inches 


inches 


inches 


inches 


inches 




25 


31 


34 


28 


33 


27 


30 




30 


34 


36 


33 


35 


30 


34 




35 


38 


38 


35 


40 


34 


37 




40 


42 


43 


40 


44 


37 


42 




45 


44 


47 


45 


48 


42 


46 




50 


48 


50 


47 


51 


46 


48 




55 


53 


55 


50 


53 


49 


50 




60 


57 


61 


56 


57 


51 


54 




65 


63 


66 


63 


63 


55 


58 



Table 12. — ^Pole Dimensions — ^Western and Pacific Slope Cedars 



Length 

of poles, 

feet 


A 

top circ. 28 in. circ. 

6 ft. from butt, 

inches 


B 

top circ. 25 in. circ. 

6 ft. from butt, 

inches 


c 

top circ. 22 in. circ. 

6 ft. from butt, 

inches 


D 

top circ. 18H in. 

circ. 6 ft. from butt, 

inchte 


20 


30 


28 


26 


24 


22 


32 


30 


27 


25 


25. 


34 


31 


28 


26 


30 


37 


54 


30 


28 


35 


40 


36 


32 


30 


40 


43 


38 


34 


32 


45 


45 


40 


36 


34 


50 


47 


42 


38 


36 


55 


49 


44 


40 


38 


60 


52 


46 


41 


39 


65 


54 


48 


43 


- 
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The following table gives the weights of chestnut poles and 
the number per carload. 

These weights are approximate only, and it should be remem- 
bered that well-seasoned poles shipped in summer will weigh 10 
per cent, less, and when shipped in winter and early spring will 
weigh about 10 per cent. more. Poles shipped green will weigh 
about 25 per cent. more. 

Table 13. — Chestnut Poles 



Length in feet 


IMameter at top, 
inches 


Approximate 
weight of pole, 
pounoB 


No. of polee to 
a carload 


25 


6 


425 


75 per single car 


30 


6 


500 


66 per single car 


30 


7 


700 


54 per single car 


35 


6 


775 


80 per double car 


35 


7 


925 


74 per double car 


40 


7 


1230 


60 per double car 


45 


7 


1700 


40 per double car 


50 


7 


2225 


24 per double car 


55 


7 


2772 


17 per double car 



Corresponding data for cedar poles are as follows: 



Table 14. — Cedab Poles 



Length in 
feet 


Diameter at 
inches 


Approx. wt. 

seasoned, 

pounds 


Approx. wt. 
green, 
pounds 


No. of poles to 
a carload 


25 


6 


250 


325 


100 to 125 single car 


30 


6 


350 


425 


80 to 100 single car 


30 


7 


450 


500 


70 to 80 single car 


35 


6 


500 


600 


60 to 75 single car 


35 


7 


600 


750 


55 to 70 single car 


40 


7 


850 


1000 


60 to 75 double car 


45 


7 


1000 


1150 


50 to 60 double car 


50 


7 


1250 


1400 


43 to 50 double car 


50 


8 


1450 


1625 


38 to 43 double car 


55 


7 


1550 


1776 


34 to 38 double car 


55 


8 


1800 


2060 


30 to 34 double car 


60 


7 


2000 


2300 


27 to 30 double car 


60 


8 


2500 


2800 


24 to 27 double car 


65 


7 


2700 


3000 


21 to 24 double car 


65 


8 


3200 


3600 


18 to 21 double car 
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Gujring Poles. — ^Instead of subjecting poles to simple cantilever 
stresses, it is customary to reduce the stresses in them by guying 
with steel cables. Guy wires are attached to the poles near the 
tops and carried to some convenient point of anchorage. Ob- 
viously, a comparatively small guy wire, stressed but moderately, 
will greatly reduce the pole stresses, because the guy wire 
simply resists the force acting at the top of the pole, and has 
little or no moment acting against it. 

The several methods of guying are shown in Fig. 109. 
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Fig. 109.- 



Method of Placing Head Gnyi 

-Methods of guying poles. 



Head guys are anchored to the next adjacent pole. Side guys 
and angle guys must have anchorages prepared for them. 

A cheap and effective anchor is the screw anchor. This is an 
iron rod 4 to 6 ft. long and having a flange at one end, which 
flange is not in one plane, but cut through radially and the two 
ends displaced axially, so that it forms a single, very wide screw 
thread. Where boidders are not encountered, this is screwed 
into the earth at an angle to the vertical so that the rod has 
approximately the same direction as the guy wire. An eye in 
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the upper end of the bar serves to twist it into the ground by 
paBsing a lever through it, and then is used for attaching the guy 
wires to it. 

Buried logs or stones with iron rods attached are also used. 
Fig. 110 a and b show the arrangement and proportions of guy 
anchors of this latter variety. 

Guy wires are made of stranded, galvanized-steel cable. The 
usual sizes are % in. and }4 in- in diameter. The cable has an 
elastic limit of about 100,000 lb. per square inch and an ultimate 
breaking strength of 200,000 lb. per square inch. The ^-in. 
cable is used for stresses under 1000 lb. and the <>^-in. for stresses 
of from 1000 to 3000 lb. The H-'m. weighs 0.3 lb. per foot and 
the H-'m., 0.51 lb. per foot. 



Fio. 110. — I/^ and stone anchors. 

Guy wires are fastened to poles by making two or three turns 
about the pole, bringing the free end against the cable and 
clamping them together with a galvanized clamp. 

It is customary to use side guys only when the direction of the 
Une changes, and to take up the unbalanced pull of the wires. 
Good practice requires that every fifth pole be head guyed in 
both directions, so that in case of a transmission wire breaking, 
the pole Une will not be pulled over, but the unbalanced pull of 
the remaining wires will be transmitted to the nearest head-guyed 
pole, where the guy wires will receive and resist the stresses 
produced. 

Crossarms. — Crosearms are made of yellow pine or Oregon fir. 
Other timbers are occasionally used but these two are standard. 

Certain failures of wood-pole transmission hnes may be 
attributed to having the crossarms too light. There is no saving 
in initial cost by adopting small crossarms. The dimensions 
should be such that the maximum unit stresses in them will equal 
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those in the pole when the crossarm section is reduced by 33 per 
cent, from decay, and the pole butt reduced 10 per cent. 

For a line having poles spaced 203 ft. apart and carrying one 
circuit of three No. 2 wires — copper or aluminium — the crossarms 
should not be less than 5 by 6 in. in cross-section. This assumes 
a total length of 7ft., and a distance between the two wires on the 
crossarm of 6 ft., each wire being about 30 in. from the pole. 

Specifications for crossarms should require that at least 80 
per cent, be of heart timber and no single crossarm may have more 
than 20 per cent, of sapwood. Knots having a diameter exceed- 
iiig /4 ill* are objectionable. The best timber only should be 
used for crossarms. 

Transmission-line arms have customarily five holes in them, as 
follows: 1-in. holes near each end, vertically through the timber, 
for the stud of the insulator pin. This should be at least 4 in. 
from the end and, preferably, 6 in., so that the tendency of the 
forces acting on the pin to split the arm may be resisted. 

Two holes, each J^e ^^- ii^ diameter, are drilled, one on each side 
of the middle Une, and from 20 to 24 in. distant from it. These 
pass, horizontally, through the timber and at right angles to the 
pin holes. Into these holes the 5^-in. lag screws, which fasten 
the braces to the arm, are screwed. 

The fifth hole is in the middle of the length of the arm but one- 
third the width above the bottom edge. This hole is horizontal, 
1 in. in diameter and receives the J^-in. through bolt which fixes 
the arm to the pole. 

A specification for crossarms is given here- with. ^ 

SPECIFICATIONS FOR UNTREATED ARMS 

These specifications cover painted crossarms made of Norway 
pine, yellow pine, cypress or Douglas fir. 

Norway pine is understood to cover what is also known as red 
pine. 

Yellow pine is understood to cover what is commonly known as 
Longleaf pine. It is understood that the term is descriptive of 
quality rather than of botanical species. 

Douglas fir is understood to cover the timber known hkewise as 
yellow fir, red fir, western fir, Washington fir, Oregon or Puget 
Sound fir or pine, Northwest and West Coast fir. 

Cypress is understood to cover the timber known as red 
cypress. 
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General 

The specifications and drawing are intended to include all 
instructions necessary for the manufacturer to guide him in his 
work. They are intended to cooperate with and supplement 
each other, so that any details indicated in one and not in the 
other shall be executed as if indicated in both. 

All material and workmanship, unless otherwise specified, shall 
be of the best commercial grade. 



Material 

All crossarms shall be made of thoroughly air-dried, or kiln- 
dried, straight-grained wood of the kind contracted for. 

Crossarms shall be of the style and dimensions shown. Fig- 
ures on the drawing shall be followed in preference to scale meas- 
urements. 

Quality 

Pith Heart. — Cypress crossarms shall be free from pith heart. 

Sapwood. — Cypress crossarms shall be free from sapwood. 
Norway pine, yellow pine, and Douglas fir crossarms may con- 
tain sapwood, provided it is clear and does not form over fifteen 
(15) per cent, of the cross-section of the crossarm. Crossarms 
shall be shaped so that the sapwood shall be on the top or the 
sides of the crossarms. 

Grain. — ^All crossarms shall be reasonably straight grained. 
The grain shall not depart from parallelism to any edge of the 
crossarm by an amount greater than one (1) inch to three (3) 
feet length of crossarm. 

Pitch Pockets. — ^All crossarms shall be free from pitch pockets 
exceeding five (5) inches in length and one-quarter (3^) of an 
inch in width, and from all pitch pockets which enter the pin or 
bolt holes on the top or sides of the crossarm. 

Ejiots. — All crossarms shall be free from loose or unsound 
knots. 

Wane. — ^All crossarms shall be free from wane. 

Shakes. — All crossarms shall be free from through shakes, and 
from other shakes or checks exceeding three (3) inches in length. 

Warp. — ^A straight edge laid lengthwise on the concave side of 
a seven (7) or a six (6) foot crossarm shall not show an offset 
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greater than one (1) inch on the seven (7) foot crossarm and 
greater than three-quarters (%) of an inch on the §ix (6) foot 
crossarm. No crossarm shall be twisted or bent in more than 
one direction or bent in one direction on edge. 

Loose Heart. — All crossarms shall be free from loose hearts. 

Rot. — All crossarms shall be free from rot, dote or red heart. 

Worm Holes. — All crossarms shall be free from worm holes. 

Inspection 

All crossarms shall be inspected for dimensions and defects 
outlined under "Quality" before painting. 

The spacing of the pin and bolt holes shall be within the limits 
shown on drawing. 

Pin and bolt holes shall be tested with steel gauges and shall 
take gauges as follows: 

Pin Holes. — -in. gauge without forcing but not a ... .-in. 

gauge. 

Middle-BoU Hole. — . . .-in. gauge, without forcing. 

Brace-Bolt Holes. — . . .-in. gauge, without forcing. 

All crossarms not conforming to these requirements shall be 
rejected. 

The pin and bolt holes shall be smooth and the arms shall not be 
badly splintered where the bits have broken through. 

The brace-bolt holes shall not be drilled through the pin holes. 

Storage 

After the crossarms are shaped they shall be stacked in cross- 
piles on skids in such a manner as to insure good ventilation. 
The stacks shall be roofed to prevent the penetration of rain, or 
the direct action of the sun. 

Hardware. — The hardware used on pole lines comprises the 
following: 

1. Bayonet for ground wire. 

2. U-bolt for ground wire. 

3. Through bolts to hold bayonet to pole. 

4. Through bolts to hold pole-head pin to pole. 

(In some designs, one of the bolts in item 3 serves as a bolt for 
item 4.) 

5. Washers for items 3 and 4. 
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6. Nuts for items 2, 3 and 4. 

7. Lag screws for braces at crossarms. 

8. Lag screws for braces on pole. 

9. Braces. 

10. Main crossarm bolt with nut and two washers. 

The figures which follow, illustrating designs for pole heads, 
indicate the use of these various parts. 

All hardware should be galvanized. The added cost is small 
and the injury to the parts of the pole head from continually 
forming rust may be considerable. 

The following specification should apply to all galvanized 
hardware, guy wires, or other items which enter into the make-up 
of a line. 

TESTS FOR HOT GALVANIZED IRON OR STEEL 

(a) Coating. — The galvanizing shall consist of a coating of 
pure zinc of uniform thickness, and so applied that it adheres 
firmly to the surface of the iron or steel. The finished product 
shall be smooth. 

(6) Cleaning. — The samples shall be cleaned before testing, 
first with carbona, benzine or turpentine, and cotton waste (not 
with a brush), and then thoroughly rinsed in clean water and 
wiped dry with clean cotton waste. 

The samples shall be clean and dry before each immersion in 
the solution. 

(c) Solution. — The standard solution of copper sulphate shall 
consist of commercial copper sulphate crystals dissolved in cold 
water, about in the proportion of 36 parts, by weight, of crystals 
to 100 parts, by weight, of water. The solution shall be neu- 
tralized by the addition of an excess of chemically pure cupric 
oxide (CuO). The presence of an excess of cupric oxide will be 
shown by the sediment of this reagent at the bottom of the con- 
taining vessel. 

The neutralized solution shall be filtered before using by 
passing through filter paper. The filtered solution shall have a 
specific gravity of 1.186 at 65**F. (reading the hydrometer at 
the level of the solution) at the beginning of each test. In case 
the filtered solution is high in specific gravity, clean water shall 
be added to reduce the specific gravity to 1.186 at 65°F. In case 
the filtered solution is low in gravity, filtered solution of a 
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higher specific gravity shall be added to make the specific 
gravity 1.186 at 65°F. 

As soon as the stronger solution is taken from the vessel con- 
taining the filtered neutralized stock solution, additional crys- 
tals and water must be added to the stock solution. An excess of 
cupric oxide shall always be kept in the unfiltered stock solution. 

(d) Quantity of Solution. — Wire samples shall be tested in a 
' glass jar of at least two (2) inches inside diameter. The jar 

without the wire samples shall be filled with standard solution 
to a depth of at least four (4) inches. Hardware samples shall 
be tested in a glass or earthenware jar containing at least one-half 
(3^) pint of standard solution for each hardware sample. 

Solution shall not be used for more than one series of four 
immersions. 

(e) Samples. — Not more than seven wires shall be simultane- 
ously immersed, and not more than one sample of galvanized ma- 
terial, other than wire, shall be immersed in the specified quantity 
of solution. 

The samples shall not be grouped or twisted together, but shall 
be well separated so as to permit the action of the solution to be 
uniform upon all immersed portions of the samples. 

(/) Test. — Clean and dry samples shall be immersed in the 
required quantity of standard solution in accordance with the 
following cycle of immersions. 

The temperature of the solution shall be maintained between 
62 and 68°F. at all times during the following test. 

First — Immerse for 1 min., wash and wipe dry. 

Second — Immerse for 1 min., wash and wipe dry. 

Third — Immerse for 1 min., wash and wipe dry. 

Fourth — Immerse for 1 min., wash and wipe dry. 

After each immersion the samples shall be immediately washed 
in clean water having a temperature between 62 and 68°F., and 
wiped dry with cotton waste. 

In the case of No. 14 galvanized iron or steel wire, the time of 
the fourth immersion shall be reduced to 3^ min. 

(g) Rejection. — If after the test described in Section ''/" there 
should be a bright metallic copper deposit upon the samples, 
the lot represented by the samples shall be rejected. 

Copper deposits on zinc or within 1 in. of the cut end shall not 
be considered causes for rejection. 

In the case of a failure of only one wire in a group of seven 
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wires immersed together, or if there is a reasonable doubt as to 
the copper deposit, two check tests shall be made on these seven 
wires, and the lot reported in accordance with the majority of 
the set of tests. 

Note. — The equipment necessary for the tests herein outlined 
is as follows: 

Filter paper. 

Commercial copper sulphate crystals. 

Chemically pure cupric oxide (CuO). 

Running water. 

Warm water or ice as per needs. 

Carbona, benzine or turpentine. 

Glass jars at least 2 in. inside diameter by at least 4J^ in. high. 

Glass or earthenware jars for hardware samples. 

Vessel for washing samples. 

Tray for holding jars of stock solution. 

Jars, bottles and porcelain basket for stock solution. 

Cotton waste. 

Hydrometer, large size with long scale. 

Thermometer with large Fahrenheit scale. 

Braces. — Table 15 herewith, gives the sizes and weights of 
standard crossarm braces. The cost of these ranges from 3 to 
4 cts. per pound. 

Table 16. — ^Weights of Standard Cbossarm Braces 



Sue 


Wt. per 1000 Pes. 


20X1^^2X^2 in. 


1420 lb. 


22X1^^2X^2 in. 


1560 lb. 


24Xl%2X%2in. 


1700 lb. 


26XlJi2Xj^2in. 


1840 lb. 


28X1^2 XK2 in. 


1980 lb. 


30XlK2X%2in. 


2120 lb. 


20X1K XH in. 


1670 lb. 


22X1J4 XH in. 


1835 lb. 


24X1K XH in. 


20001b. 


26X1J4 XH in. 


2165 lb. 


28X1J4 XH in. 


2335 lb. 


30X1K XH in. 


2500 lb. 



Reinforced-concrete Poles. — Several successful high-tension 
lines have been placed on steel reinforced-concrete poles. Ob- 
viously, a concrete pillar of any desired size, height and strength 
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can be built, with internally threaded tubes or heavy nuts, cast 
in the concrete for the reception of studs to which the crossarms, 
or a framework of any kind, can be bolted. A concrete pole is 
the only permanent form of support that has been used for trans- 
mission lines. The author is convinced that when designers of 
transmission lines become better acquainted with the possibilities 
of reinforced concrete, poles made of this material will be uni- 
versally adopted. If the line voltages require the use of sus- 
pension insulators, a steel crossarm — either an angle or a channel 
— may be placed at a proper elevation, and of sufficient length 
to allow the maximiun " swing '^ of the insulator string with 
ample clearance between line and pole. 

If poles are spaced 300 ft. apart or, approximately, 17^ poles 
per mile, they need be only 46 to 48 ft. high to carry lines on a 
3-ft. length of insulator string and give a maximum ground 
clearance of 20 ft. The. cost of such poles, placed, should not 
exceed $50 or less than $900 per mile. This is for poles of 
sufficient strength to carry a circuit of three 0000 wires, and to 
take the stresses imposed by a wind pressure of 10 lb. per square 
foot and a longitudinal stress due to breakage of two wires. For 
the latter abnormal condition, a stress of 25,000 lb. per square 
inch in the steel reinforcement is assumed. 

In view of the discussion of reinforced concrete and the 
formulae given therein (see Chap. VII, Vol. I, "Dams")> there 
is no occasion to repeat them here. ^ 

The forces acting on poles have been set forth in the previous 
discussion of wood poles. With the data given in these portions 
of this work, any engineer can easily compute the cross-section 
of concrete and the amount of reinforcement required at any 
point along the length of the pole. 

In addition to the longitudinal steel for reinforcement against 
the cantilever stresses to which the pole is subject, some cir- 
ciunferential, or hoop steel is required to resist torsional stresses 
which will be set up if breakage of wires occurs. These circum- 
ferential hoops serve also, as construction rods to separate and 
hold in place the longitudinal steel when the concrete is poured. 
The best form of reinforcement is heavy steel wire mesh, in as 
many rolls, or layers, as may be required to give the proper 
cross-section of steel. If more than three rolls, or layers, are 
required, the additional steel necessary may be in the form of rods. 

One of the chief factors of cost of reinforced concrete poles is 
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the expense of handling them. They are very heavy, and to 
distribute and set them, is costly. Hence, they should be made 
as near the place of setting as possible. Poles have been made 
individually, in place, being cast vertically in the previously 
excavated hole* This, however, is more costly than making the 
poles in considerable numbers, at some convenient place, then 
moving and setting them, just as wood poles are. 

In order to reduce the cost and weight, the stress in the concrete 
for the maximum condition of loading, should be taken as high as 
safety will allow, say, 700 lb. per square inch, which is not an ex- 
cessive stress for abnormal conditions of loading. Also, for max- 
imum loading, the steel may be stressed up to 40 per cent, of its 
elastic limit, so that steel having an elastic limit of 50,000 lb. per 
square inch may be stressed up to 20,000 lb. per square inch 
under abnormal loading. 

The quantity of materials and the weight can be reduced by 
making the poles hollow, a collapsing form being used to make 
the inner space. 

Many formis of reinforced-concrete poles have been designed, 
but at the present time the section most generally employed is 
square, having chamfered corners. 

The weights of poles of certain given dimensions are as follows: 
Pennsylvania R. R., Meadows Division. Poles to resist trans- 
verse load of 6000 lb. applied 6.5 ft. from the top. Section 
square with Chamfered corners. Taper, 1 in 120. 

Weight of 35-ft. pole 5,300 lb. 
Weight of 40-ft. pole 7,600 lb. 
Weight of 65-ft. pole 17,300 lb. 

Mr. Alfred Still states that these weights are excessive because 
of the great length of pole buried in the ground which was neces- 
sary owing to the softness of the swamp earth. 

He also states that for ordinary conditions the weight of a 30- 
ft. pole would not exceed 2500 lb. and that of a 35-ft. hollow 
pole should not exceed 2000 lb. 

Roughly, the cost of reinforced-concrete poles — exclusive of 
distribution and setting — ranges from 35 cts., to $1.00 per pound 
weight. 

The economics of pole design depend on the relative costs of 
steel and concrete, and the most economical design is fixed by 
the local conditions. 
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Pole Heads. — Figures 111 to 122 show various designs of pole 
heads for transmission lines. Most of these are obvious without 

any description. 

Figure 120 shows a road crossing pole with a grounded wire net- 
ting to catch and retain any broken wire. Trangposition pole 
heads are Qiade in the same way of two poles with the two top 
insulators and the lower middle one on the crossarm, as shown in 
the figure. 




Fig. Hi.— Pole head. 



Fia 112.— Pole head. 



Pivot poles are those at which the Une makes a change in 
direction and, hence, the stresses set up by the wires are much 
greater than those on standard pole heads. To resist these 
forces, two crossarms and two insulators, per wire, are fastened 
to a pair of poles as shown in Fig. 119. 

Figure 122 shows a method of taking a branch ofiE from the main 
line by dropping vertical connecting wires down to discon- 
necting switches placed at an elevation 17 ft. 6 in. below the main 



210 ELECTRICAL EQUIPMENT AND TBANSMSISION 

line. From the disconnecting switches the branch wires go to 
the branch pole head as shown. 

Figure 116 shows an ingenious arrangement of two diagonally 
placed crossarms carrying suspension insulators, the line voltage 
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Fig. 113.— Pole head. 
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Fig. 114.— Pole head. 
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Fig. 115. — Pole head. 
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being 88,000 volts. To prevent the wind pressure from swinging 
the lines too near the poles, a 30-lb. cast-iron weight is hung 
below each wire, as shown. 
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Figure 117 is a strain or anchor pole for the line run on the 
pole heads shown in Fig. 116. Fig. 118 is another form of anchor 
pole. Fig. 121 shows a method of making a dO° turn with a 
heavy line. 




Fig. 118. 



Figure 123 shows a steel lattice pole equipped with two metal • 
crossarmB arranged to give a triangular relationship of wires. 
These are arranged to carry Buspension insulators. The whole 
construction is clear from the figure. 

Towers. — Steel towers are of many forms, and the views of 
designers have differed considerably regarding the most econom- 
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ical type of tower, as is evidenced by the numerous varieties 
now in use. However, the present tendency is to use a tower 
which has four legs, with cross-members at the bottom and a 




Fia. 120. — Ruad crossing pole head. 



Fio. I2i.— Pivot pole for 90 deg. turn. 

spread at the base of from one-fourth to one-fifth the tower 
height. 

There are two general types of towers, namely, the flexible 
and the rigid. The flexible tower is practically an A frame, 
which is rigid in the direction at right angles to the line, but is 
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capable of considerable deflection in the direction of the line. 
Fig. 124 shows one form of flexible tower. It resists all side 
forces due to wind pressure but inequalities in wire tension are 
met and equalized by a movement of the tower in the direction 
of the heavier strain. They are better adapted for lines sup- 
ported on rigid insulators, as shown in the figiu-e, than for sus- 
pension insulator lines. Some Unes have been built with rigid 
towers 1500 ft. apart which serve aa anchor towers, the line wires 
being fastened to these by a string of strain insulators, and in the 
middle of each of these long spans a low-cost, flexible tower is 
placed. In any line supported on flexible towers, equipped with 
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Fig. ]22. — Pole head for branch circuits. 



suspension insulators, the overhead ground wire is depended on 
to maintain them in a vertical position, and, sometimes, addi- 
tional guys are run to ground anchors. In any tase, rigid anchor 
towers must be placed at intervals in the line. 

The most common form of rigid tower is the four-legged, square 
tower. In practically every ease, they are thoroughly galvanized 
and are erected by using galvanized bolts to fasten the members 
together. The stresses which they have to resist have been given 
in the first part of this chapter. It is outside this discussion 
to enter into the question of tower design, but there are a few 
limiting factors which the engineer purchasing towers should 
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require of the manufacturer. The stresses acting are difficult 
to compute for each individual member and it has become 
common practice to determine the strength of towers by erect- 
ing a sample one and applying a force to it, at, or near, its top, 
and increasing this force until a distortion or rupture occurs. It 



is customary to assume a breakage of one or more wires and 
determine the resulting distortiona! stresses set up and then to 
apportion this total stress equally among the four corner posts. 
These relations are expressed as follows: 
If P = unbalanced force acting at end of crossarm. 

a = distance from end of crossarm to center of tower, 

in feet, 
6 = distance from side of tower body to axis of the 
tower, in feet. 
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a bending force acting on body of tower. 
= oT = torsional force applied at each corner poat 



to twiat body of tower. 



Fia. 125. — Steel tower for single circuit. 

The unit stresses which are assumed in the preliminary designs 
are as follows: 

Tension: 12,000 to 20,000 lb. per square inch. 

Shear: 12,000 to 20,000 lb. per square inch. 

Bearing: 16 000 to 30,000 lb. per square inch. 

Compression : 20,000 - o to 26,000 - 90 ^ 
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L = UDBUpported length of member, in inches. 
R -= least radius of gyration of section, in inches. 

L and ii are so Umited that for main members 




pdoes not exceed 125 to 180 and for any 



220. 

For a double-circuit tower, the length of 

the top and bottom crossarms should be as 

short aa possible to meet the conditions of 

safe clearance of the line when the insulators 

are blown in toward the tower. The middle 

crossarm should be made from 5 to 10 ft. 

longer than the top and bottom arms, so that 

the wires and insulators on the middle arm lie 

Mv'^'^^-3^Tc - :^^ in vertical planes considerably removed from 

Fio. 126. — Two- the planes of the wires on the top and bottom 

circuit tower. -, r ■ r 

arms. In case of excessive sag of any span, 

due to ice loading or insulator breakage, there will be no danger of 
its contacting with the wire below it. This arrangement allows 
a reduction in the height of the tower because the clearances 
between the crossarms may be reduced. Where a single circuit 



Pig. 127. — Assembling steel tower. Fio. 



mpleted 



only, is carried on the tower, the best arrangement is one crosa- 
arm, the three wires being in the same horizontal plane. For 
durabiUty, no material should be used in the make-up of the 
tower less than ^g in. in thickness, regardless of the unit stresses 
in it. 
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The maximum side deflection of the insulator string should 
be taken as not less than 50^. It is claimed that under gusts 
of wind, the insulator will swing as much as 60^ from the 
vertical. 

Figure 125 shows a tower carrying one circuit only on a single 
crossarm. Fig. 126 is the outline of a tower carrying two cir- 
cuits, the middle crossarm being longer than the upper and 
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FiQ. 129. — General dimensions of 53-ft. single-circuit tower. 

lower one. Fig. 127 shows a tower being assembled for erection 
and Fig. 128 shows the method by which it is raised into position 
on its foundation by means of a gin pole and wire cables. As an 
indication of the sizes of structural steel used, the dimensions of 
a 52-f t. tower are shown in Fig. 129. In Fig. 130 is shown the head 
of an anchor tower with the strain insulators. 

The general tendency is to design towers so that they will 
have the strength to resist, as cantilevers, almost any imaginable 
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force which may be applied at the top by abnonnal conditiona 
of wind pressures, ice loading or breakage of wires, these occur- 



h 



Fig. 130. — Top ot anchor tower. 

ring independently or together just as the views of the designer 
may happen to suggest. A very much cheaper structure and 
n one equally stable to resist any stresses 

/-i."^^^ which may be imposed on it can be made 

by treating the tower as a support only, 
and carrying heavy guy wires from secure 
ground anchorages to points near the top. 
The guy wires will oppose all forces which 
are not vertical and relieve the tower of 
any cantilever stresses. While this type is 
the normal and rational form of steel-tower 
installation, it is not usual practice, and it 
is not customary to guy towers, except 
occasionally, where the direction of the 
line changes and a guy wire is placed to 
Fig. 131. — Rock footing oppose the side pull of the line wires. It 
wer ftDc or, j^ jjfjjgyjj (.^ assign a reason for the com- 
mon practice of constructing heavy steel towers, large and strong 
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enough to act as cantilevers when it is so obvious that notliing is 
gained by this practice. A galvanized-steel guy wire will have 
as long a life as any of the thin rolled-steel sections used for 



Fio. 132. — Steel frame tower footiog. 

struts and counterbraces, so that it cannot be a question of 
durability. The only overturning forces which act on a tower 
are transmitted to it by the overhead 
wires and why a guy wire is not good 
enough to oppose the stress set up 
by a transmission wire, is beyond the 
power of the author to explain. It 
is probable, however, that as more 
engineere enter the transmission field 
and aa investors become more familiar 
with the subject and understand that 
certain expenditures are made simply 
because a sort of fashion, instead of 
engineering economics, is the basis 
of design, more rational ideas will 
prevail and the design of steel towers 
will be radically changed, if they are 
used at all. 
Tower Foundations. — The form of 




depends largely on the character of 
the soil. Where it is heavy and clayey, metal footings sunk into 
the earth may be used. It, however, is usually better to place 
a concrete pillar under each comer post and accurately level the 
tower footing on the upper surface and afterwards grout in 
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between tlie bottom of the tower footing &nd the top of the pier. 
There are as many varieties of tower footings as there are of towers 
and it is possible to depict only a few here. Fig. 131 shows a 




ELEVATION AA 
Tonr loatiac 

no. 134. — MaflODiy pUn and anchor bolto. 

footing used where towers are set on rock. The rounded portion 
i$ sunk into holes drilled in the rock and securely grouted in. 
The comer posts of the towers are bolted to the sections which 



Fig. 135.— Stub footing for angle U 



Fio. 136. — Tower footing. 



have been foiled into the form of an angle. In setting these, it 
in essential that they be accurately leveled before the grout 
hardens. A form of steel frame for footings is shown in Fig. 132. 
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These frames are sunk into holes made in the earth, the holes filled 
up and well tamped, and the corner posts of the tower are bolted 
to the projecting gusset plates shown at the bottom of the picture. 

In designing any form of footing, the uplifting force which may 
be imposed at the bottom of the corner posts, due to forces exerted 
at the top by wind pressure or breakage of conductors, should 
be computed, and the footing made amply strong against move- 
ment under the maximum uplift to which it can be subjected. 

The details of several forms of concrete footings are shown in 
Figs. 133, 134, 135 and 136. 

In computing the wind pressure acting against the tower, it is 
customary to assume the pressure per square foot of solid area, 
as 0.004 F^, V being the wind velocity in miles per hour. Twenty 
to 22 lb. per square foot, are the highest values taken, and some 
designers assume 13 to 14 lb. per square foot as the limiting 
wind pressure. 

GENERAL SPECIFICATION FOR STEEL TOWERS 

Open Sections. — Structures shall be so designed that all parts 
will be accessible for inspection, cleaning and painting. 

Pockets. — Pockets or depressions which would hold water 
shall have drain holes, or be filled with waterproof material. 

Splices. — Where a lap splice is used in leg angles the back of 
the inside angle shall be chamfered to clear the fillet of the 
outside angle. 

Bolts. — The minimum size of bolts will be ^ in. diameter. 
The bolts have rolled threads, but must be full size in the shank. 
All bolts connecting the different parts of the tower together 
shall be of the same diameter and of as few different lengths as 
practicable. The shank of the bolt shall be long enough to 
extend through the members connected. A washer at least }4 iii- 
thick shall be used under the nut. 

Bolt Holes. — The punched holes shall not be more than Ke ii^- 
larger than the nominal diameter of the bolt. 

Similarity. — In the case of square towers all four faces shall 
be made alike, as nearly as practicable. 

Minimum Number of Parts. — Preference will be given to the 
designs that have the least number of parts. ' 

Minimum Thickness. — ^The minimum thickness of material of 
any member for painted towers shall be J'^ in., but, if the material 
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is to be galvanized, the minimum thickness of material in the legs 
shall be 3^ in., and that for any other members having calculated 
stress shall be %6« Those having nominal stress only shall have 
a minimum thickness of }i in. 

Ratio of Slendemess. — In compression members the ratio of 
the unsupported length divided by its least radius of gyration 
shall not exceed the following: 

Legs ^. 140 

All other members having calculated stress. . . 200 
Members having nominal stress only 220 

Use of Rods. — ^Rods will be allowed only where proper pro- 
vision is made for tightening up same in the field. 

Ground Wire Clamp.— The ground wire clamps will be con- 
sidered a part of the towers and furnished with them by the 
contractor. They shall be of such design as will firmly hold, but 
not injure the cable. 

Insulator Connection. — The contractor for the towers shall pro- 
vide the necessary holes in the steel work of the towers for the 
connection of the insulator. 

Ladder. — At least one leg of the tower shall be provided with 
steps. These steps, if made of bolts, shall be at least % in. 
diameter and not more than 16 in. centers, starting 8 ft. from 
the ground. 

Painting. — If the towers are to be painted, all parts of the 
tower shall receive one coat of best quality paint at the shop 
before shipping. 

Galvanizing. — If material is to be galvanized, all parts of the 
tower except bolts and other special parts, shall be galvanized 
by the hot dipping method as the last process of fabrication. 
The bolts and other parts may be sherardized. All galvanizing 
shall be done in accordance with the specifications of the 
National Electric Light Association of 1911. 

Material. — The steel used shall be made by the Open Hearth 
process and conform to the latest specifications for structural 
steel for buildings, as adopted by the American Society for 
Testing Materials. 

Drawings. — ^All parts forming a tower shall be made in accord- 
ance with approved drawings. 

Workmanship. — The workmanship and finish shall be equal to 
the best modern practice. 
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Marking. — Each separate member shall be plainly stamped 
with a number. All like parts shall have the same number, the 
mark being in the same relative position on each piece, but all 
different members shall have different numbers to distinguish 
them. This marking shall be stamped into steel before galva- 
nizing or painting, with numbers at least H in. high, in such 
manner as to make them plainly visible after galvanizing or 
painting. 

Shipping. — ^Unless otherwise specified, all parts of towers will 
be shipped unassembled, to be bolted together in the field. All 
like parts of one tower shall be bundled together at the shop before 
shipping, except such parts as would make too heavy a bundle 
for convenience in handling. Bolts and other small parts shall 
be shipped in bags or boxes strong enough to resist the necessary 
rough handling. 

Inspection. — On request of purchaser the manufacturer shall 
furnish proper f aciHties to representative of the purchaser for the 
inspection of material and workmanship during the fabrication. 
The purchaser shall be notified well in advance of beginning the 
work in the shop in order that he may have an inspector on hand 
to inspect material and workmanship. 

Assembling. — One of each standard line towers shall be assem- 
bled at the shop before shipment. 

Test. — ^At request of purchaser, one each of the standard line 
towers shall be assembled and tested with loads as nearly as practi- 
cable like those for which the tower is designed, also if requested 
by purchaser the tower shall then be tested to destruction. The 
members forming the test tower will be selected at random from 
piles of similar members. The towers to be tested shall be set 
on a foimdation as nearly as practicable Uke that to be used in 
the field. Unless otherwise agreed upon all tests will be made at 
the expense of the purchaser. 

Foundations. — The foundations shall be designed to withstand 
two and one-half times the load coming on them without injurious 
movement, care being taken that they resist both the horizontal 
and vertical loads. If steel footings are used, it may be assumed 
that earth weighs 100 pounds per cubic foot, and that the base 
will engage the f rustrum of an inverted pyramid of earth whose 
sides have an angle of 33° with the vertical. If concrete foun- 
dations are used the weight of a cubic foot ishall be assumed 
at 140 lb. Material buried in concrete will be left black, except 
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where stub angles are used, in which case, the stub angle be 
galvanfzed or painted from the top down to a distance of 18 
inches below top of concrete. 

Spacing of Towers. — The spacing of towers varies from 400 to 
1000 ft. There is, of course, for any set of conditions, a spacing 
which is the most economical, and this should be worked out for 
each particular case. The most economical spacing may be 
determmed, by assuming several different spans, finding the 
costs of towers, foundations, insulators and accessories per mile, for 
each span, and by this trial method the proper spacing is found. 
A somewhat better method is to plot a series of curves of tower, 
costs per mile for different spacings, using dollars as ordinates 
and distances apart of towers as abscissae. The tower cost 
includes, of course, not only that of the tower itself, but also 
insulator, foundation and erection costs. This curve will 
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Fio. 137. — Ck>st per mile of towers and insulators, erected. 

have a minimum point, and the spacing corresponding to this 
point is the most economical one. Fig. 137 shows a curve of 
this kind, based on prices of materials and labor for the year 1911. 
It shows the minimum cost to be for a spacing of 700 ft., amount- 
ing to $2460 per mile of tower line. The computations are 
exclusive of the cost of wires as these are practically constant 
for any given conditions of power transmission. 

Notes on Transmission-line Economics. — Steel towers are 
inherently uneconomical as transmission-Une supports. It is 
claimed, by engineers who advocate their use, that they are 
necessary for the long crossarm spans required by suspension 
insulators, and the suspension insulators are demanded by the 
voltage which must be used in order to keep the cost of the 
transmission conductors within the bounds of commercial 
possibiUty. 

Suspension insulators can be successfully supported on poles 
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as has been proven in more than one instance. Furthermore, an 
increase in Une voltage, resulting in a corresponding diminution 
of the cost of conductors, does not always produce a net decrease 
in the total Une cost, although it generally will add to the com- 
plexities of the system and difficulties of operation. The cost 
of all accessory apparatus, such as insulators, lightning arresters, 
transformers, disconnecting switches, choke coils, oil-break 
switches, and, every other part of the transmission equipment, 
increases very rapidly as the voltage increases. Transformers 
for 110,000 volts cost 40 per cent, more than equivalent trans- 
formers for 70,000 volts, while electrolytic lightning arresters 
cost 50 per cent, more for the higher voltage. 

If a lower-voltage line on poles costs about the same as a higher- 
voltage line on towers, the former is, financially, the preferable 
one, for in the one case the money would be invested, principally, 
in wires or cables with a small amount in poles, transformers 
and lightning arresters, while in the latter case, the money 
would be sunk in towers, transformers and Ughtning arresters. 

Bare wires and cables have an intrinsic value and are not 
subject to depreciation. The prices of the metals may fluctuate 
but they represent convertible property which continues year 
after year with its value undiminished. 

Fabricated materials, such as towers and electrical apparatus 
are subject to change, injury and even destruction, and each 
year their values are less than the preceding one. 

Another factor is the use of aluminum wire. The price of 
aluminum is arbitrarily fixed by its producers, but, in recent years, 
it has been kept at an average of 23 per cent, below the prevail- 
ing cost of equivalent conductivity in copper. With towers 
spaced 600 ft. or more apart, the use of aluminum cable is imprac- 
ticable, unless it have a steel core, for reasons elsewhere explained. 
This bimetallic wire costs nearly as much as copper and, for this 
reason, most of the long-span tower lines are of copper. With 
short-span lines, plain aluminum cable can be used and the full 
advantage obtained of the difference in price. 

To make clear these several contrasting statements, a specific 
case is taken and the cost of the line and accessories computed 
for poles and towers. 

The total cost of the line is not estimated as those portions 
which would be the ^ame in either case are omitted, such as 
ground wire, and right-of-way. The inclusion of these would 

15 
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not affect the comparison, and would add to the length of the 
computations. 

The basic conditions which are assumed are: 

Full normal load (peak) 12,000 kw. 

Distance of transmission 120 miles. 

These are large figures compared with the average transmission 
in America. One hundred and twenty miles is a long transmis- 
sion and 12,000 kw. full load represents an annual delivery of 
energy equal to 42,000,000 kw.-hr. on the basis of a 40 per cent, 
load factor. 

The other conditions assumed are as follows: 

Power factor of load, 85 per cent. 

Kv.a. transmitted, 14,100. 

Frequency, 60 cycles. 

Regulation to be 12 per cent, at fuU load. 

28,000 kv.a. of transformer capacity required and 12 lightning arresters. 

Volts for tower line, 110,000. 

Separation of wires, 15 ft. 

Volts for pole line, 70,000. 

Separation of wires, 7 ft. 

Tower spans, 750 ft. 

Pole-line spans, 203 ft. 
Strength of pole, or tower. 

Factor of safety of 4, against side stresses due to wind load. 

Factor of safety of 2, against stresses due to breakage of one wire. 

Lowest point of wire, 20 ft. above ground. 

Size of wire for 12 per cent, regulation 110,000 volts is 126,000 cir. mils, 
weighing 2060 lb. i)er mile. 

Size of wire for 75,000 volts. This must be divided into two circuits. 

Size for each circuit = 127,500 cir. mils, weighing 2080 lb. per^ile. 

Price of bare copper wire taken at normal figure of 16 cts. per pound. 

Tower Line Costs. — Tower with foundations, insulators and 
fittings. 

120 miles @ $2600 per mile $312,000 

360 miles wire, 741,600 lb. @ 16 cts 118,666 

28,000 kv.a. transformers @ 1.40 43,200 

12 lightnine arresters @ $2000 24,000 

Total $499,856 

Pole-line Costs. — Poles must be 45 ft. in length to carry three 
crossarms spaced 7 ft. in. apart and must be set 7 ft. in the 
ground, so that height of lowest wire, at the pole, is 24 + 1 = 25 
ft. above ground, the additional foot being the insulator height. 
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1. Cost of pole gained and set 17 . 00 

2. Cost of three crossarms each 5 by 6 in., 15 ft. 

in. long 3.00 

3. Cost of six insulators and pins @ 2.60 15 . 60 

4. Cost of braces, bolts, hardware, etc 1 .80 

5. Cost of ground-wire bayonet 1 . 10 

6. Cost of labor on pole head 2 .00 

40.50 

Of these costs, items 1, 2, and 6, or a total of $22 per pole, 
depreciate at the same rate as the pole, i.e., 10 per cent, per 
annum, while the rest, or $18.50 per pole, depreciates at the rate 
of 5 per cent, per annum. 

Number of poles per mile, 26. 

Number of poles in 120 miles, 3120. 

Cost of Pole line. — 
Items 1, 2 and 6. 

3120 @ $22.00 $68,640 

Items 3, 4 and 5. 

3120 @ $18.50 $48,840 

Wire 

720 X 2080 = 1,497,600 lb. @ 16 cts $239,616 

28,000 kv.a. of transformers @ $1.00 $28,000 

12 lightning arresters @ $1350 $16,200 

$405,296 
Saving over tower-line cost $92,560 

Annual Charges, Tower Line. — 

Interest, 6 per cent, on $497,856 $29,871 

Depreciation, on towers, transformers, and arresters = 5 

per cent, on $379,200 $18,960 

Depreciation on wire @ 1 per cent, on $1 IS, 656 $1,186 

Total annual charges $50,017 

Annual Charges, Pole line. — 

Interest @ 6 per cent, on $405,296 = $24,318 

Depreciation: 

10 per cent, on items,l, 2 and 6 $6,864 

On items 3, 4, 5, transformers and lightning arresters =" 

5 per cent, on $93,040. $4,652 

1 per cent, on wire $3,473 

Total $39,307 
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Saving in annual charges over tower line is $10,710, or 5 per cent, 
on $214,000. 

The comparison is not complete. Aluminum could be used on 
the pole line with 203-ft. spacing, giving a net reduction of at least 
20 per cent, of the conductor costs, so that the cost of the line 
on poles would be $357,373 instead of $405,296, showing a 
saving in first cost, over the steel tower line, of $140,483. Also, 
the interest charges and wire depreciation, taken together, would 
be reduced $3354 by using aluminum, so that the annual charges 
of the pole line would be, in reality, $14,064 less than those of a 
tower line. 

Unquestionably, there are distances of transmission and quan- 
tities of energy to be transmitted such that towers become 
necessary. That condition, however, is not inside 120 miles 
and 12,000 kw. 

While continuity of service is one of the most desirable and 
necessary conditions of electrical supply, absolute continuity over 
a long period of years, with abnormal occurrences of temperature, 
sleet, burnt wires, high winds and other conditions which en- 
danger a line, can not be obtained without an excessive invest- 
ment. Interest and depreciation continue 365 days every year. 
The owners of the property must have some return for this 
investment. The question is, would not a lower-cost line, with 
an occasional interruption and its attendant loss, pay greater net 
returns to the investors. When the cost of insurance against 
failure of service costs more than the failure would, the invest- 
ment has been carried too far. Also, the interest loss is a cer- 
tainty, while the loss due to line failure is only a risk and may 
never occur. Engineers spending money for people who invest 
it in the hope of a reasonable incomci, should carefully analyze 
the financial factors, and their designs should be governed by the 
production of the greatest dividends from a given expenditure. 

No money should be invested without the definite knowledge 
that each dollar expended will bring in an annual, net return, 
excepting only that money spent to insure the safety of human 
life. The specific appUcation of these remarks is to the question 
of the strength of transmission-line supports, but they constitute 
a sound financial axiom that applies to every other part of the 
plant. 

Also, it is a financial fallacy to allot a specific value to all 
energy lost in the transmission line or used in station auxiliaries. 



1 
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Unless the station is fully loaded, the cost of the lost current is 
practically nothing. No costs in a water-power plant are pro- 
portional to the output. They are fixed, regardless of whether 
the station works on quarter load or full load, and if the water 
be plentiful and the total load within the generating capacity 
of the plant, energy losses do not represent any financial loss. 
Of course, when the commercial load overtaxes either the station 
equipment or the water supply, the condition changes and the 
losses immediately have a money value equal to the selling price 
of the energy consumed. 

Since, in general, the transmission-line cost has a continuous 
interest charge against it, and the energy loss in it may represent 
a money value a small portion of each year only, it is good finan- 
cial practice to make the full-load line losses as great as a rea- 
sonably satisfactory regulation will allow. Hence, the criterion 
for the size of wire is allowable regulation, not energy loss. 
Of course, this is a broad general statement subject to modifica- 
tion according to specific circumstances. If the added, actual 
earnings produced by increasing the size of wire above that 
required for regulation, will exceed the interest charges on the 
added investment, the larger wire should be used, otherwise, it 
should not be. 



CHAPTER IX 

ELECTRIC cmcmTS 

Continuous Currents. — A continuous current flows in one 
direction only, as distinguished from an alternating current which 
rapidly changes its direction of flow. Continuous, or "direct" 
currents are used for power work of all kinds and for charging 
storage batteries. For electroplating and the excitation of 
field magnets of generators, continuous current, only, can be used. 
For electric traction, continuous current is far superior to alter- 
nating, and is almost universally used for this purpose. 

The law that governs current flow in conductors, no matter 
whether continuous or alternating, is Ohm's law and is 

I — current in amperes. 
E = electromotive force, in volts. 
R = total resistance in ohms. 

E is not necessarily the electromotive force impressed on the 
circuit by the dynamo. It is, if no other e.m.f . acts on the 
circuit. If other e.m.fs. act, E is the resultant of all the e.m.fs. 
in the circuit. 

From this law follows that E = IR and R = EL Also, the 
power in a circuit, or deUvered by a circuit, is EI, in volts and 
amperes. 

The product of 1 volt by 1 ampere = 1 watt. 
1000 watts = 1 kilowatt, abbreviated kw. 
746 watts = 1 horsepower, and 1 kw. = 1.34 hp. 

If E volts are required to force 1 amp. through a wire, the 
energy used in the wire is EI watts, and since E = RI, the 
energy may be expressd as PR. This energy goes into heat and, 
therefore, the temperature of a conductor carrying current is 
always higher than that of the surrounding air. 

The computation of continuous-current circuits is very simple. 

230 
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If kw. = energy to be transmitted in kilowatts. 
E = generator voltage. 
D — distance of transmission in feet. 
p =s per cent, allowable loss of energy in circuit, expressed 
as a decimal fraction. 

, kw. X 1000 
I = amperes = „ 

Then, for copper wire: 

IX2Dxn 
^•°'- p 

cm. = circular mils, which is a designation by which the 
size of wire is fixed. 
The circular mils are proportional to the area of the wire, and 
cir. mils = (lOOOd)* where d = diameter in inches. Thus a 
wire 0.26 in. in diameter has an area = (0.25 X 1000)* = 62,500 
cir. mils. 
The actual area of a wire in square inches is 

cir. mils X 0.7854 (42) 

^ 10« 

Wires and cables Ste given arbitrary gauge numbers, a certain 
diameter and *area corresponding to a given gauge number. 

Tables are given at the end of Chapter X, which show the 
electrical constants and areas of the commercial sizes of wires 
and cables. 

As an example, take the computation for the size of wire 
necessary to transmit 500 kw. a distance of 10,000 ft., the gen- 
erator voltage being 550 and the allowable loss 9 per cent, 

J 500 X 1000 .^. 

^ = ~~550 = 910 amp. 

910 X 2 X 10,000 X 11 AnfM^m^ ' 1 

cm. = Q OQ V \^0 ~ 4,000,000 cir. mils. 

This is equal to 

4,000,000 X 0.7854 ' , ^ . . 

— Yai ** 3.14 sq. in. of copper. 

These same formulae apply to single-phase alternating currents 
wlien the load is non-inductive. In alternating-current circuits, 
secondary electromotive forces are set up which combine with 
the impressed voltage, and produce certain modifications of the 
foregoing simple formulse. 
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Altematiiig Currents. — When an alternating e.m.f . is impressed 
on a circuit in which there is only resistance, the current will 
flow exactly in phase with, and in a quantity proportional at 
each instant, to the e.in.f. Fig. 138 shows this condition; 




Fio. 138. — E.m.f, ftnd current curves. 



e,e,e,e is the impressed e.m.f. and i,i,i,i is the curve of current 
flow. 
As may be seen, the current flow is exactly in phase with the 
e.m.f. and, at any iastant, is equal to 
the e.m.f. at that instant, divided by 
the resistance. 
Inductance. — If an inductance be 
i inserted in the circuit, the current 

" flow will be reduced, and the impressed 

e.m.i. at any instant, divided by the 
resistance, will not give the value of 
the current at that instant. 

Consider an inductive coil, as 
shown in Fig. 139. If current flows 
through the coil, magnetic lines are 
set up threading the turns as shown. If the current should 
vary in intensity or direction, the number or direction of the 
lines of force will also change; this change in the magnetic lines 
taking place exactly with the current variation. Any change 
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in the number or direction of the lines of force threading a 
coil will produce an e.m.f . in the coil, just as the change in 
the number of lines of force through an armature coil produces 
an e.m.f. Also, the more rapid the change in current through 
the coil, the more rapid is the change in magnetization, and, 
therefore, the greater is the e.m.f. set up in the coil. The 
e.m.f. produced by the change in current is always in such a 
direction as to oppose this current change, and, therefore, when 
the current tends to decrease, assists it to continue flowing, 
and opposes the current flow when it begins to increase. 




Fig. 140. — Effects of inductance dnd resistance. 

If in Fig. 140 the curve iji,i,i is drawn to represent the magni- 
tude and direction of the alternating current to any arbitrary 
scale, the ordinates being amperes and the abscissae units of 
time — say, hundredths of a second — the ordinate at any time 
will show the value of the current at that instant. 

Assume that both a resistance and inductance are included in 
the circuit. The changes in the value of the current through the 
inductance coil will produce an e.m.f. in that coil. When the 
current is not changing — ^which condition exists when the crest 
of the wave is reached, as at B and D — ^the lines of force in the 
coil do not change and, consequently, the inductance e.m.f. is 
zero. The current changes most rapidly when it is passing 
through zero — ^that is, when crossing the zero line from + to 
— , or -- to + , and since the lines of force also change most 
rapidly at this instant, the inductance e.m.f. is greatest. 

The curve L,L^jL is the inductance e.m.f. and plotted so that 
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it is zero at the time the current is maximum, and maximum when 
the current is zero. The distance from AtoE repriesents a com- 
plete cycle, or, if referred to the armature which produces the 
current flow, this distance represents one complete revolution 
(bipolar machine) of the armature. This being 360**, and the 
inductance e.m.f. being one-fourth the distance from il to ^ 
behind the current, it is conveniently referred to as being 90** 
behind the current, i.e., as the armature rotates, it passes through 
J4 revolution, or 90®, after the current begins to start from zero, 
before the e.m.f. of inductance begins to rise in the opposite 
direction. 

Since the current passes through a resistance, the e.m.f. which 
causes it to flow is equal, at any instant, to the value of the 
current at that instant, multiplied by the resistance. The curve 
VfVjVjV represents this e.m.f., which is in exact phase with the 
current. The impressed e.m.f. to cause the current flow must be 
equal to the e.m.f. Y^Y^Y^Y^ plus an additional amount equal 
to the e.m.f. of the inductance at those times when the current 
is increasing, and less than F,F,F,F, at those times when the 
current is diminishing, because the e.m.f. of the inductance 
opposes change of ciurrent strength. By adding to the ordinates 
of YjYjY,Y the corresponding ordinates of LyLyLyL, above the 
line OjXy and subtracting from Y,YjYjY the corresponding 
ordinates of LJjJjyL, below the line 0,X, where Y,Y,Y,Y is 
still above the hne — ^in other words, taking the algebraic sum 
of the ordinates of the two curves — the curve e,e,e,6 results, 
which shows the value and phase of the e.m.f., which the alter- 
nator must deliver to the hne in order to send the current i,i,z,t 
through the resistance of the circuit and overcome the opposing 
inductance e.m.f. The presence, then, of an inductance in the 
circuit, adds an e.m.f. to the system, and the useful or active 
e.m.f. which sends current through the circuit is the resuUant 
of the e.m.f s. acting. The current is always in exact phase with 
the resultant e.m.f., and is at any instant, equal to the resultant 
e.m.f. at that instant, divided by the resistance of the circuit. 

Since e.m.fs. may be combined like other forces and the 
inductance e.m.f. is at 90** to the resultant e.m.f., it is convenient 
to make computations graphically as in Fig. 141. If 722 repre- 
sents the effective value of the resultant e.mif., and E^ that of 
the inductance, and they be laid out to proper scale at 90** to 
each other as shown, the line AC will be the effective value of 
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the impressed e.m.f. The angle ^ is called the angle of lag, and 
shows that the armature of the alternator suppljdng the impressed 
e.m.f. turns through an angle equal to ^ from the position where 
its e.m.f. is zero, before the current begins to rise from zero. 
This is shown by Fig. 140. If FK represents the time of a com- 
plete revolution of the alternator armatiure, the impressed e.m.f. 
begins to rise from zero at F; but it passes through the time — or 
distance — ^from F to A before the current begins to rise, for the 
reason that not imtil A is reached is 
the alternator e.m.f. equal to the op- 
posing e.m.f. of the inductance. FA, 
then, is the angle of lag, and equal to 
<l> in diagram 141. If FK be called 
360®, FA is the niunber of de^ees of 
the angle of lag to the same scale, fig. 141.— E.m.f. diagram. 
GH shows also the angle of lag, being 

the difference in time, or degrees, in which the unpressed e.m.f 
and current reach their respective maxima. 
From Fig. 141 it is also evident that the impressed e.m.f. is 

E = VUWTE^ (43) 

In Fig. 140 it will be found that at any instant, the value of the 
impressed e.m.f. is equal to the square root of the sum of the 
resultant e.m.f. squared and the inductance e.m.f. squared, if it 
be remembered that the value of the inductance e.m.f. becomes 
negative when on the opposite side of the line OX, from the 
resultant e.m.f. 

The triangular diagram shown in Fig. 141 is merely a con- 
venient method of calculating the relations between the various 
quantities and must not be confused with the actual effects which 
are taking place in the circuit. Also the use of the term "angle 
of lag" does not mean that the current lags behind the e.m.f. 
which causes it to flow. It lags behind the impressed e.m.f. 
and is ahead of the inductance e.m.f., but alwajrs in phase with 
the resultant e.m.f. 

The value of the inductive e.m.f. is found as follows: 

The unit of inductance is called the henry, and is equal to that 
inductance which will produce one volt when the current through 
the coil changes at the rate of one ampere per second. Since 
the voltage will vary directly as the rapidity of cutting of lines, 
and, therefore, with the rapidity of change of current, a coil of 
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1 henry inductance = L, would give 50 volts if the current should 
vary 1 amp. in J^o sec, or would give 100 volts if the current 
should change 2 amp. in 3^o sec. 

When an effective current of 1 amp., which follows the sine 
law, passes through one cycle per second, the rate of current 
change is 2t, or 6.28 amp. per second, from which it follows that 
the effective e.m.f. set up at the terminals of the inductance is 

2t X / X / X L (44) 

in which 

/ = niunber of cycles per second, 
/ = current in effective amperes, 
L = coefficient of self-induction in henrys. 

This coefficient 6.28 may be also arrived at in another way. 

If a conductor is rotated in a magnetic field, it will cut all the 
lines of force twice in a complete rotation, and a loop or single 
turn — ^which is two conductors — ^will cut all the lines four times. 

4 X/X N 
The average voltage, therefore, of a rotating loop is z^ » 

where / = frequency or niunber of rotations per second and 
N = total niunber of lines in the magnetic field. 10* is the co- 
efficient to reduce the fundamental, or C.G.8., units to volts. 

An alternating current or e.m.f. varies in value with the sine 
of the angle through which the loop rotates, reckoned from any 
fixed point in the circle in which it travels, and the a/veroige value 
of the sine through a half cycle is 0.6366 of the value of the 
maximum ordinate when the crest of the wave is reached. 

The effective current, or e.m.f., is not the average, but is the 
square root of the mean square of the various values throughout 
the cycle, and this is equal to 0.707 of the maximum. The 
effective voltage, then, for a sinusoidal alternating e.m.f., no 
matter how produced, is 

4 X 0.707 fXnXN 4AAfnN 
0.6366 ^ 10« 10* ^ ^ 

n being the number of turns in the loop. 

The maximum value of the e.m.f. is 1.415 times the effective 
value, and, in the case of an inductance, the voltage is produced by 
the change of current from zero to its maximum. Therefore, the 
voltage self-induced in a coil by a sinusoidally varjdng current is 

^ 4.44/Ar9/,n.. 

E = jQi (4) 
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where I max is the maximum value of the current, and 9 = number 
of lines of force produced per ampere of current flowing; . * . 

01 max. = N, 

Since an inductance of 1 henry produces 1 volt for 1 amp. 
change in current through it in 1 sec, and a volt results from 
cutting 10* lines per second, it is evident that if a coil of one turn 
has 10* lines produced in it by 1 amp. flowing through it, it has 
an inductance of 1 henry. If the coil has 10 turns and 10^ 
lines are produced in it by 1 amp., then the inductance is also 1 
henry. From which it follows that the inductance of a coil in 
henries, may be expressed as the product of the number of turns 
multiplied by the number of lines produced by 1 amp., divided 
by 10* or 

Substituting this value of L in equation (46), it becomes: 

E = 4:MfLIma.,. (48) 

J- max. ^^ 1.4 lO y\ J- effective* 

If, now, the effective value of I be substituted, 
E = 1.415 X 4.44 X fLI = 6.28 fLI. 

» 

The coefficient of self-induction (L) is usually determined ex- 
perimentally. 

Referring again to Fig. 141, it is obvious that the tangent of 

El 
the angle of lag, ^, is equal to y^. E^ = 2x/ZL, whence, 

, ^ 2irfLI 2rJL a>L 

where w = 2ir/. 

It is now easy to compute the angle of lag and current flow for 
any circuit. If the resistance be 20 ohms, L, 0.05 henrys, fre- 
quency 60 cycles and impressed e.m.f . 100 volts, what current 
will flow? 

Volts to overcome resistance for 1 amp. flow = 20 volts. 

Volts to overcome inductance for 1 amp. flow = 0.05 X 6.28 X 
60 = 18.84. 

Volts impressed per ampere of flow = V720)' + (18.84)* = 27.5. 
Therefore, 

r 100 

i = 27~^ ~ •^•"^ amp. 
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Tangent angle of lag = ~^p = 0.942, which corresponds to 

an angle of 43.18 in. 

In plotting the curves of alternating currents, or e.m.fs., it must 
be remembered that the maximum value at the crest of the wave 
is 1.415 times the effective value (see Fig. 138). 

The quantity \/ R^-{-{2rFL)^ is called the impedance of the 
circuit and the current flow for a given impressed e.m.f., E, is 

E 

" Vr'+{^fl)^ ^^^^ 

This formula shows that the alternating current follows Ohm's 
law, for the impedance is a combination of a resistance and a 
counter e.m.f. 

Condenser. — If an e.m.f. be impressed at the terminals of a 
condenser, current will flow into it, and as the current is stored 
up, the condenser e.m.f. will rise, opposing the incoming current 
until a point is reached at which the condenser e.m.f. is equal and 
counter to the impressed e.m.f . When this condition is attained 
no further current passes into the condenser, and, consequently, 
the point of zero current flow corresponds to the maximum- 
condenser e.m.f. 

Also, it is obvious that the rate of current flow into the con- 
denser on charge is proportional to the difference between the 
impressed e.m.f. and the condenser e.m.f. which opposes the 
current. When an alternating e.m.f. is impressed on a con- 
denser, current flows into it most rapidly when the condenser 
e.m.f. is zero, as it sets up no opposition to current flow, and the 
value of the impressed e.m.f. is such that at this point the greatest 
difference exists between the impressed and the condenser e.m.fs. 
Hence, the condenser e.m.f. is zero at the instant when the cur- 
rent in the circuit is a maximum. When full charge and maxi- 
mum-condenser e.m.f. are reached and current ceases to flow, the 
impressed e.m.f. begins to decrease and falls below that of the 
condenser, which latter then discharges into the circuit. The 
action is clearly shown by the curves in Fig. 142. 

As in the case of the before-mentioned inductive circuit, the 
current flow is always in proportion to and in phase with that 
e.m.f. which is the resultant of all the e.m.fs. acting on the 
circuit. Calling the curve i,i,i,i the ampUtude and phase of the 
current, VjVfV,v is the phase and, to some convenient scale, the 
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amplitude of the resultant e.m.f. When the current is zero — 
as at Z — the condenser is fully charged, its e.m.f. being equal to 
that of the impressed e.m,f . at this point. The difference between 
the two pressures being zero, the current flow is zero. Imme- 
diately on passing this point, the impressed e.m.f. falls below 
that of the condenser and the latter begins to discharge, thereby 
lowering its voltage; hence, the point of zero current flow is the 
point of maximum condenser e.m.f. 

From W to Z the condenser is being charged. From 2^ to iV it 
discharges. Pfom W to Z the condenser e.m.f. increases, as 
shown by CyC,C,C, the curve of condenser e.m.f. Drawing 
CjCyCfC so that its maximum is coincident with zero current 




Fig. 142. — E.m.f. curves. Resistance and capacity. 

flow, and its zero coincident with maximum current flow, it is 
evident that the condenser e.m.f. is one-forth period, or 90® 
ahead of the current flow. 

Th^ summation of the e.m.f. curves, V,VyV,V and C,CyCyCf 
gives curve «,«,e,e, which is the impressed e.m.f. 

The addition of this curve makes the explanation somewhat 
clearer. 

At Wf e is greater than C by the maximum amount, and con- 
sequently, the greatest current will flow, as is shown by curve i. 
The difference between e,e,e,e and C,C,C,C constantly decreases 
and the current flow, therefore, diminishes as is indicated by 
curve i,iji,ij until point Z is reached, at which eye,eje is equal to 
C,C,C,C, and the current flow is zero. Passing point Z, the 
impressed e.m.f. still further decreases and the condenser begins 
to discharge, the current now flowing in the opposite direction. 
As discharge proceeds the condenser voltage falls off, until at 
point N its e.m.f. is zero. Before point N is reached, however, 



240 ELECTRICAL EQUIPMENT AND TRANSMISSION 

the impressed e.m.f . reaches zero — say at S. Up to the tune of 
reaching zero, the impressed e.m.f. has opposed the condenser 
discharge, and the current flowing has been due to the net 
e.m.f., which is the difference between these two e.m.fg. When 
the impressed e.m.f . becomes zero the condenser e.m.f. is no longer 
opposed, and when the impressed e.m.f. passes through zero it 
acts with the condenser e.m.f ., assisting the latter to send current 
through the circuit. When the condenser e.m.f. reaches zero, 
the impressed e.m.f. has risen to such a value that the maximum 
current flows into it, but opposite to the direction in the first 
half of the cycle, and the condenser begins to charge in an 
opposite direction, charge continuing until the point L is reached, 
when the current becomes zero, and the condenser e.m.f. a 
maximmn. The cycle then is repeated as before. 

From this it follows that (1), the impressed e.m.f., is the sum 
of the active or resultant e.m.f. and the condenser e.m.f. ; (2) the 
condenser e.m.f. reaches its maximum value one-fourth period 
ahead of the resultant e.m.f., or, reckoned in terms of armature 
rotation, 90** ( = 34 revolution) ahead of the resultant e.m.f ., and 
(3), that the resultant e.m.f., and consequently the current, is in 
advance of the impressed e.m.f., but behind the condenser e.mi. 

Since the condenser e.m.f. is 90** 
ahead of the resultant e.m.f., a dia- 
gram similar to Fig. 141 may be used 
for computations. 

In Fig. 143 the horizontal line, AB, 

represents, to scale, the effective 
Fig. 143.-E.m.f. diagram, ^^j^^ ^^ ^j^^ resultant voltage = IR. 

CI is the effective value of the condenser voltage, laid off down- 
ward, to show that it is in opposition to inductance, which 
latter being 90** behind the resultant e.m.f., is 180** behind the 
condenser e.m.f., and, therefore in exact opposition thereto. 

CI C 

if) is the angle of lead and its tangent is, obviously, ^yr* or ^ • 

R 
The cosine of the angle 6, which is seen to be — > , is the 

VR^ + C^ 
circuit *' power factor," which term will be treated at some length 

later. 

The value of the voltage set up at the terminals of a condenser, 

due to the passage of current into it, is computed as follows: 
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By definition, a capacity of 1 farad will allow the storage of 1 
coulomb, with 1 volt impressed on the condenser terminals. The 
quantity stored varies as the maximum e.m.f. impressed. One 
coulomb, stored in a condenser of 1 farad capacity, is at 1 volt 
constant pressure, such as a continuous-current dynamo or a 
battery would deliver. A constant pressure is the same as the 
average of the voltage, taken over any length of time. The 
average of a sinusoidally varying pressure is 0.6366 the value 
of the maximum. The quantity of electricity stored in any 
condenser is proportional to the maximum voltage impressed on 
it. The ratio of the average to the maximum of an alternating 

voltage, (assuming a sine wave) is 1 to q^^^^ = 1:1.57, 0.6366 

being the average of all the ordinates of a sine curve the maximum 
ordinate of which is 1. Therefore, for an average e.m.f. of 1 
volt alternating, the coulombs stored = 1.57 coulombs. 

Since a condenser is twice filled and twice emptied during one 
cycle, the quantity of electricity it receives on charge passes four 
times through the circuit, and for one cycle at 1 volt effective 
e.m.f., the quantity of electricity passing through a condenser of 
1 farad capacity will be 4 X 1.57 = 6.28 coulombs, if the current 
follows the sine law. As 1 coulomb per second is 1 amp., 6<28 
amp. will flow through the condenser if the frequency be one 
cycle per second. From which it is plain that 

I = 6.28 Xf XE XJ (51) 

When the relations of sine functions are investigated trigono- 
metrically, the coefficient 6.28 in the foregoing formulae appears 
as 2t, and the usual formula for condenser current is / = 2wfJE, 
from which 

which is the effective e.m.f. required at the terminals of a con- 
denser having a capacity J, to pass the effective current, 7, 
through it. 

The farad is much too large a unit for practical use and the 
microfarad, or one-millionth of a farad is generally used. CalUng 
this Jm, formula (52) becomes 

2x/jm ^ ^ 

16 
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As an example, take the case of a circuit having in it a resist- 
ance = 8 ohms and a capacity = 50 microfarads. Frequency of 
impressed e.m.f ., 100 cycles per second and effective voltage 100. 

From the Fig. 143 

EI = V{IRy + {Ciy, or E = VR* + C* (54) 

C being the reactance of the condenser. 
From equation (53) the voltage at the terminals of a condenser 

is Ec = 'o^fj — for 1 amp. (efifective) flowing through it. 

Whence, 

/ / i,ooo,odcM //ox.,/ 1,000,000 y 

V^ + V ar/Jm ; = V^*^ + 16.28 X 100 X 50^ 

= 32.82 volts for each ampere flowing through the circuit. 

1,000,000 

Current = ooqo = 3.05 amp. Tangent angle of lead = 



32.82 "•"" "'"**'• * "'"«b— "'"6- -* — 2j 

31.83 
=s — ^ — = 3.98, corresponding to an angle of 75** 54*. 

Watts Output. — ^It is evident that the actual watts supplied 
to an alternating-current circuit are the product of the resultant, 
or active, e.m.f., multiplied by the current flow, and not the 
impressed e.m.f. X current, except in those cases where the 
impressed e.m.f. coincides in phase position and magnitude with 
the resultant e.m.f. 

The impressed e.m.f. is greater than the resultant e.m.f. by an 
amount sufficient to pass current into a condenser or through an 
inductance; but this excess does not represent energy supplied 
continuously. Inductances and condensers merely store up 
energy, and the excess given up during one portion of the cycle is 
returned to the circuit at some other portion of the cycle. 

It is customary to speak of "wattless current" in circuits where 
there is a phase displacement, when, in reality, there is no such 
thing possible in practice, as current is wattless only when the 
resultant e.m.f. of the circuit is zero. An alternating e.m.f. 
impressed across the terminals of an inductance would result 
in the flow of wattless current if the entire circuit were without 
resistance. Since there is resistance in every circuit, there can 
be no wattless current; but if the inductive e.m.f. be very great 
and the resistance very small, nearly all of the impressed e.m.f. 
will be used up in overcoming the opposing inductive e.m.f.. 
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/ -100 Amperes 

Fig. 144. — Current diagram. 



100 Volts 



and the net useful, or resultant^ e.m.f. is so small that a large 
current flow is necessary to produce any appreciable output in 
useful watts. As an example, if there be an inductance in a 
circuit which has an impressed e.m.f. of .100 volts, and the 
resultant, or active, e.m.f. is 90 volts, to deliver 10 kw. will 
require 111.1 amp. If the inductance were not present, the im- 
pressed e.m.f. would also be the active e.m.f. and to deliver 10 
kw. would require 100 amp. The diflference between these two, 
or 11.1 amp., is the increase in current required to deliver a given 
output due to the decrease in net useful voltage. The appareni 
watts delivered are 100 X 111.1 = 11.1 kw.; but this amount of 
energy is neither generated nor supplied, and since there appears 
to be more current than is 
necessary to produce the out- 
put, it has become customary 
to term part of the current 
* * wattless, ' ' a designation 
which has no foundation in 
fact. It is convenient, how- 
ever, in certain alternating- 
current problems, to consider the impressed e.m.f. as the net 
useful voltage and to separate the current into two components, 
one being the useful component in phase with the e.m.f., the 
other at an angle of 90^ to the e.m.f. Thus, in Fig. 144, if 100 
volts are impressed on the circuit and the ampere-meter 
shows 111.1 amp. passing through it, while the delivered power 
is actually 10 kw., it may be assumed that 100 amp. of the 
current are in phase with the e.m.f., while at 90® to this useful, 
or energy, component there is a "wattless" component, equal to 
VO-U.iy - (100)« = 48.3 amp. are at 90*" to the e.m.f., and 
this 48.3 amp. is the wattless component of the current flow- 
ing. All this is a mathematical fiction which has no physical 
existence and is misleading unless it be recognized as simply an 
artificial method of computation. 

Referring to Figs. 141 and 143, it is plain that the active or 
resultant voltage which does useful work in the circuit and repre- 
sented by the horizontal line, IR, is equal to the impressed e.m.f ., 
multiplied by the cosine of the angle of lead or lag — the impressed 
e.m.f. being equal to the length of the hypothenuse of the right 
triangle. 

In the example before given in which the effect of a condenser 
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having a capacity of 50 microfarads, included in series with a 
resistance of 80 ohms, is discussed, the current at 100 volts 
impressed e.m.f., and frequency of 100 cycles per second, was 
found to be 3.05 amp., and the angle of lead 75® 54''. The 
cosme of 75"* 54" = 0.2438. 

The actual energy, then, put into the circuit is 3.05 X 100 X 
0.2438 = 74.36 watts. 

The cosine of the so-called angle of lead or lag is known as the 
pov)er factor. This quantity multiplied by the impressed e.m.f. 
gives the resultant or active e.m.f. 

This same result may be obtained by combining the impressed 

and reactance voltages. Since 7 = 3.05 amp. reactance voltage = 

1,000,000X3.05 ^^^^ ,^ T^ IX X IX /T^ — TT, 

— '-—J—' = 94.25 volts. Resultant voltage = VE^ - C* 

= \/(100)2 - (94.25)2 = 24.4 volts. Watts = 24.4 X 3.05 = 
74.4 watts. 

The foregoing shows that large currents may often be required 
to supply a small amount of energy, because the resultant voltage 
is small where the reactances in the circuit are large. This cur- 
rent, however, is not hypothetical nor imaginary, and conductors 
sufficiently large to carry it must be provided for its transmis- 
sion. The power loss in a circuit is always equal to the square of 
the current flowing multiplied by the resistance of the circuit, 
and this so-called "wattless" current is no exception to the r^le. 

If, in the last example, with a pressure of 100 volts, 2 ohms 
were the resistance of the line, and 6 ohms the resistance of the 
receivers — say incandescent lamps — the line loss would be (3.05)' 
X 2 = 18.65 watts, while the total energy supplied to the circuit 
is 74.46 watts, the percentage loss being 25 per cent. If there 
were no capacity in the circuit and the total ohmic resistance were 
32.83 ohms, or 2 ohms resistance in the line, and 30.83 ohms, the 
resistance of the receivers, the current would be 3.05 smp. as 
before, but the watts deUvered to the circuit = 3.05 X 100 = 
305, and the loss 18.65 watts, as before, the percentage loss in 
this case being 6.25 per cent. From which it follows that the 
energy loss in conductors is proportional always to the square of 
the current, regardless of phase, although the watts delivered 
to the terminals of a receiver are proportional to the current, 
impressed voltage and power factor. Under one condition, the 
transmission of a certain amount of energy will result in a given 
loss. By changing the reactance in the circuit the energy may be 
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reduced although the current may be increased, producing a 
correspondingly greater line loss. 

Combined Inductance, and Cdndensance. — From the previous 
considerations it is plain that inductance and capacity in the 
same circuit tend to neutralize each other, and in certain 
instances may completely do so. 

If the resistance, iZ = 10 ohms, the inductance, L = 0.05 
henry, the capacity, Jm = 8.33 microfarads, / = 60 cycles per 
second, and impressed E = 100 volts, their 
relationships are shown by the diagram, Fig. 
145. 

Inductance reactance = 2TtfL = 18.85 volts 
per amp. 

1,000,000 



Capacity reactance = 



= 31.85 



2wfJm 
volts per amp. 

The reactance e.m.f. in the circuit then is 
31.85 — 18.85 = 13 volts, while the resistance 
e.m.f. is 10 volts for each ampere flow- ^i^ 
ing. The impedance, then, of the circuit = 

VlO^ + 13* =16.4. / = jg^ = 6.1 amp. 

The tangent of the angle — which is the 
angle of lead in this case as the capacity 

13 

reactance is the greater — is jt: = 1.3, cor- tion of inductance 

^^ and condensance. 

responding to 48° 30^ Cosine 48° 30'' = 

0.6626. The resultant voltage, therefore, is 0.6626 X 100 = 

66.26 volts. Watts put into circuit = 66.26 X 6.1 =404 watts. 

Apparent watts = 610 watts. 

The general formula for current flow in an alternating-current 

circuit is 




/ = 



E 



Also, formula for tangent of angle lag or lead is 

1,000,000 



(55) 



Tan« = 



2irfL - 



2KfJm 



(56) 



R 



the greater of the two quantities in the numerator showing whether 
the current "leads" or "lags behind" the impressed e.m.f. 
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Equation (55) shows that when the condenser and inductance 

E 
reactances are equal, the formula reduces to / = p, showing 

that the sitinmation of the three e.m.fs. acting is equal to the 
impressed e.m.f., and the resistance alone opposes the flow of 
current, the two reactances neutralizing each other. This is 
also shown in Rg. 146,* where it will be seen that the ordinates 
of L, L, L, L are at every instant exactly equal and opposite to 
those of c, c, c, c, L, L, L, L being plotted 90*^ or one-fourth cycle 
behind the current, and c, c, c, c, being plotted one-fourth cycle 
ahead of the current curVe, i, i, i, i. 




FiQ. 146. — ^Relation of induction and condensance in circuit. 

The resultant e.m.f. is, of course, equal to the impressed 
e.m.f. = RI. 

With a given inductance and capacity, there is only one fre- 
quency at which they will neutralize, since their reactance 
voltages must be equal, and any increase in frequency will 
reduce the voltage of the condenser reactance, while it will 
increase the voltage of the inductance, and the revierse is true for 
a decrease in frequency, as isobvious from equations (50) and (51). 
This neutralization is, however, independent of resistance, current 
flow, or impressed e.m.f . 

Complete neutralization of reactance is called resonance. 

Smce, for resonance, 2irjL = "oTT/ — > ^"^ frequency at 
which resonance will occur is: 



f-U- 



,000,000 
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As an example, assume a circuit in which L = 0.44 henry and 
Jm = 16 microfarads: 

^ 6^ \ 0.44 X 16 "" -^ ^ second. 

When inductance and capacity are both present in series 
relationship, voltages much greater than the impressed may 
manifest themselves locally at the terminals of the two reactances. 
For instance, in the previous example with conditions as shown 
in Fig. 145, the impressed e.m.f. = 100 volts, 7 = 6.1 amp., /= 60. 

e.m.f. at inductance terminals = 6.28 X 60 X 0.05 X 6.1 = 

115 volts. 

f ^ A * • 1 1,000,000 X 6.1 ,.. ,^ 

e.m.f. at condenser termmals = a oR v 100 v ^0 ~ volts. 

In the case of resonance, the local voltages rise much higher 
than where partial neutralization only takes place, because the 
current flow is greatest when resonance occurs, and I is one of 
the factors that cause the voltage rise. In the case of the circuit 

in which L = 0.44 henry, Jm = 16 microfarads, ft = 5 ohms, 

E 
and / = 60; if the impressed e.m.f. be taken at 250 volts, I ^p 

= 50 amp. When a condensance and an inductance are in 
resonance, the local voltages across the terminals of the con- 
denser and inductance are always equal to each other. Voltage 
at terminals of inductance = 6.28 X / X L X / = 8290 volts. 
This is equal to the potential set up at the condenser terminals = 

I X 1,000,000 _ 50 X 1,000,000 _ 

6.28 XfXJm' 6.28 X 60 X 16 " ^^^ ^^^^®- 

Currents which are not in phase m_ 

with each other may be combined 

just as are e.m.fs. In the case of 

two parallel branches of a circuit, 

as shown in Fig. 147, the current ^ 

in branch A will lag behind the A 

impressed e.m.f., and that in Fig. 147. — Diagram of circuit 

branch B will be in advance of ^^^^ inductance and condens- 

ance. 
the impressed e.m.f., it being un- 
derstood that the terms "lag*' and *4ead" are used in the sense 
before explained. 

The current through the mains MM is the algebraic sum of 
the currents in A and B, if the instantanecyus values be taken. 




iic 
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Figure 148 shows the curves of impressed e.m«f . {e^^/)^ current 
in il, (il^^^), current in B^ {B^Bfifi) and the algebraic sum 
{i,i,t,t), which is the resultant current through MM. 

It is inconvenient to plot these curves accurately to scale and 
the method of combining forces graphically is best suited to the 
investigation of such circuits. 



BMBB-^t^ ^^^4 




Fia 148. — ^E.m.f., current, and reBaHant curves. 

If in Fig. 149 the horizontal line, OX, represents the impressed 
e.m.f ., the current through A is equal to Ji. 



in which (a =■ 2i/. 

Lu 
The tangent of the angle of lag = --^ . 

Lay off 0I\ equal to /i, and at an angle ^ the tangent of which 

is p behind the e.m.f . 

Also the current through B is 

E 



' ; ", /i,ooo,ooa.* 

\* +V «Jm 7 



1,000,000. 



and the tangent of the angle of lag, is — -^ — Lay off 

R 

OI2 equal to It and at the angle 6^ ahead of the e.m.f. The 

res^ultant current is the diagonal of the parallelogram made on 
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Oil and 0/2. As may be seen, it is in this case slightly ahead 
of the impressed e.m.f . by an angle — a. 

As an example, take a circuit in which branch A has a resistance 
of 5 ohms and an inductance of 0.02 henry. 

Branch B has a capacity of 50 
microft^^ads and 8 ohms. 

Assume an impressed e.m.f. of 
100 volts and a frequency = / of 
100 cycles per second. 2ir/L = 
6.28 X 100 X 0.02 = 12.56 volts. 

Impedance of branch A = 

\(5)2 + (12.56)2 = 13.5. Cur- 

100 




rent through branch A = 



13.5 



Fig. 149. — Current diagram. 



« 7.42 amp. The resultant e.m.f. and the current lag behind 
the impressed e.m.f. by an angle, the tangent of which is -^ = 
^- = 2.513, which angle is 68^ 18". 
The impedance of the condenser circuit = 



>P+( 



1,000,000\ 




(oJm 

s 32.82. Current = 



/ / 1,000,000 \2 

\(^^ + V50 X 628; 



100 
32.82 



= 3.05 amp. 
1,000,000 



Tangent angle of lead = 
31.83 



cjJm 



R 



8 



= 3.98, corresponding to an angle of 



75** 54". Combining these two currents in 
their proper phase relation, the sum is the 
current through the main circuit. This ad- 
dition is done as shown in Fig. 150 in which 
"e OE is the reference line representing the im- 
pressed e.m.f. From at an angle of 68** 18" 
upward lay oflf to any convenient scale 7.42 
amp. At an angle of 75** 54" doumward lay 
off to the same scale 3.05 amp. Complete 
the parallelogram as indicated by the dotted 
lines. The diagonal from gives the value 
of the resultant current through the main circuit at 5.24 
amp., and shows that this current is 48** 36" behind the im- 



FiQ. 160. — Current 
diagram. 
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pressed e.m.f . Thus, it will be seen that in this particular case 
the combined currents of the two branches is less than that in 
the single branch, A, and the addition of branch B, which affords 
a second path for current flow from the circuit in which the single 
path, A, exists, actually reduces the total current flow through 
the circuit. 

If the two branches, A and B, had no resistance in them, the 
current through the main circuit would be zero. The currents 
being equal and opposite would neutraUze. The physical con- 
ception of this condition is that of current flowing into the 
condenser, charging it while the energy previously stored in the 
inductance discharges. This discharge sets up an e.m.f . oppos- 
ing the impressed e.m.f. and also furnishes the current to supply 
the charge in the condenser. On reversal of the impressed e.m.f. 
the condenser discharges into the inductance, at the same time 
opposing the impressed e.m.f . Thus, current will flow in the 
local circuit between A and B, but none will flow in the main 
circuit, as the impressed e.m.f. is always opposed by an equal 
and opposite e.m.f. The current which surges back and forth 
between A and B is a so-called "wattless current," because its 
net effect in doing work is zero. During the transfer of energy 
from the inductance to the condenser, or vice versa, an amount 
of energy is transferred proportional to t}ie current flow, but is 
restored when discharge takes place, sending the current in the 
opposite direction and back into the reactance from which it 
was first taken. 

Multiphase Currents. — All the preceding discussion a,pplies 
to single-phase alternating currents. In hydro-electric develop- 
ments and power transmission, three-phase currents are almost 
universally used though two-phase systems have been occasion- 
ally installed. 

If an electric generator is provided with two sets of armature 
coils instead of one, and the position of the two on the armature 
is such that the maximum electromotive force of one set occurs 
at the instant that the e.m.f. of the other set is zero, and each 
set of coils has its independent circuit, a two-phase current will 
be generated by the machine. 

Figure 151 is a diagram of the two e.m.fs. and shows their 
mutual time relationship. The phases are said to be at 90^ 
to each other. 

Obviously, the power in a two-phase circuit is equal to the 
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sum of the separate amounts in each pair of conductors, since a 
two-phase system is simply two single phases, rigidly fixed in 
their time relation to each other. K the power is equally divided 
between the phases the current in any wire is 

^- amp. for non-inductive load. 



/ = 



2E 



Phase A 




Fig. 151. — ^Two-phase currents. 

For inductive load 

^ 1000 kv.a. 

^*= 2E ^P- 

_ volts X amperes _ kw. 

• " 1000 "" <^ 

<l> = power factor. 



360 Deg- 



H 

^ . H«-i20 Peg. >|< 1?0 Deg. > | < 120 Deg. ->1 

Phase A PhoaA R i PImuia C I i 




Phase B Phase C Phase A 

Fig. 162. — Three-phase currents. 

If an armature has three windings placed on it, so that the 
middle points of the coils are spaced 120** (electrical) apart 
three separate electromotive forces will be generated and the 
rnftYiTniim value of each of the three waves will occur at a 
different instant, and 120*" apart. 

Figure 152 shows e.m.fs. and their time relationship. 
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The current may be taken oflf by three pairs of wires, but this 
is unnecessary. It is a property of the three-phase system that 
the sum of all the currents in the different phases, at any instant, 
is zero. Hence, three wires only are required to transmit the 
current. 

Due to the use of three wires instead of six, the current in 
each wire is greater than one-third that which it would be for 
an equal amount of energy from a single-phase system. The 
current in each wire is 

, 1000 kw. . . J X- 1 J 

I = ;= amp. for non-mductive load. 



or 



/. = 



VSE 



1000 kv.a. 



kw. 



V3£ - 1.732«£? ^"^P- 

for inductive load. ' 

The total power in a three-phase circuit is 



and 



kw. = 1.7S2EIil> 



kv.a. = 1.732EI. 



In every case, E is the voltage measured between any two 
wires of the circuit. 

There is also the so-called "voltage to neutral" which is the 
voltage between any one of the three wires and a foiui;h wire, 




Fig. 153. — Diagram of connections of three-phase circuit with neutral wire. 

which latter is connected to the middle point in the generator 

armature, where the three ends of the armature coils are imited 

E 
in common junction. The voltage to neutral is Yt^ for 3- 

phase circuits. 

Figure 153 illustrates the general scheme of connections includ- 
ing the neutral wire. 
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A neutral wire is seldom run as a complete line over the 
whole length of transmission, though the earth is frequently 
used as the neutral conductor, the wire from the middle point 
of the generator — or, what amounts to the same thing, from the 
middle point of transformers (star-connected) — being connected 
to the earth. No working circuits are taken off between any 
line wire and the neutral, but the voltage between the neutral 
and any line wire is a convenient quantity to use in making 
transmission-line calculations as will be seen later. 



CHAPTER X 



rv 



iMMrfWWy^ 



n 



CALCULATION OF TRANSMISSION LINES 

A transmission line possesses resistance, inductance and 
capacity. Of these, none but the resistance affects the current 
flow and voltage drop when direct, or uni-directional, currents 
are transmitted. When alternating currents flow over line, 
however, all three of these factors influence the voltage and 

current flow. 
A single-phase line maybe represented by the diagram, Fig. 154. 
The resistance and inductance are in series, while the capacity 

_ has the same effect as a shunt 

along the entire length of the 
line. 

Mr. H. B. Dwight, B. Sc, 
has devised a chart from 
T^ which the various constants 
of a transmission line may 
be taken directly,* with great 
saving of labor in computa- 
tion. A copy of this chart 
is herewith produced by 
courtesy of Mr. Dwight and 
the Van Nostrand Co. (see Fig. 155 on inside of back cover). 

Its use is very simple. If a straight edge be placed so that it 
passes through the point near the left-hand side of the chart, 
representing the distance of separation of the wires of the line, 
and also passing through the point on the right-hand side of the 
chart, representing the resistance per mile of one of the conductors 
of the line, the regulation factor F can be read off along the 
line joining these two points and at its intersection with an 
intermediate vertical line corresponding with the power factor 




Fig. 154. — Diagrammatic representa^ 
tive of a transmission Ime. 



^ "Transmission Line Formulas," by Hebbert Bristol Dwight. 
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of the load. The regulation and voltage drop can then be 
computed from simple formulae, with the slide rule. 

Obviously, the converse of this first operation is equally easy 
to solve by the chart. If the load, line length, power factor 
of load, voltage at load end, frequency, and character of material 
of the transmission line be given, and the required regulation 
be specified, the resistance of the line and the size of wire 
necessary, can be found, directly, from the chart. Care must 
be taken in placing the straight edge on the point where the spac- 
ing of the Unes is given, to select the point corresponding to the 
metal used (copper or alimiinum) and in that group belonging 
to the proper frequency. Also, the "regulation factor," F, is 
to be read off on that scale corresponding to the power factor of 
the load. The necessary f ormul» for all computations connected 
with the chart are given in the plate. 

As an example take the following conditions. 

Frequency =^ 60 cycles. 

Separation of wires = 7 ft. 

Conductors of aluminum. 

These three conditions fix the location of the left-hand point 
on the chart. 

Required, the regulation, line drop and voltage at generator 
end when delivering 5000 kw. at the load end: power factor 
0.85; size of wire No. 000; length of line (L) = 60 miles, and 
voltage at load end 66,000 volts, measured between wires. 

Placing the straight edge on the proper left-hand point in 
the 60-cycle group and on the right-hand point marked "No. 
000 Alum," it is found that the Une between these two points 
intersects the vertical line marked "85" at the point having 
a value 0.865 which is the value of F. 

^ ^ , ^. L XFX kv.a. 10*^ 
Per cent, regulation = ^ 

L = length of line in miles. 

F = regulation factor. 

E = volts at load end of line between wires. 

E* = (66,000)* = 4356 X 10« 

„ , , ^. 60 X .865 X 5880 X 10» - 

Per cent, regulation = a^^r y in« ~ P®' *'®° 
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/ L \* 
Per cent, line drop = per cent, regulation — lOOK yrKKf^j 

X is a constant = 2.16 for 60 cycles and = 0.375 for 25 cycles. 

Per cent, line drop = 7 - 100 X 2.16 [j^] = 7 - 0.777 = 

6.223 per cent, of the delivered voltage. 

Volts line drop = 6.223 per cent, of 66,000 = 4107 volts. 

If the same conditions as just preceding be assumed, except 
that the regulation is to be within 12)^ per cent., and the size 
of the conductor is to be determined, it is first necessary to com- 
pute F, 

„ ^ (per cent, reg.) X E ^ 

kv.a. X L X 10*^ 

^ ^,. „ 12.5(66,000)2 

For this case, F = ^^g - -^^^^^^ = 1.54. 

Laying a straight edge from the 60-cycle, 7-ft. separation point, 
on the line marked "Aliuninum," to the point having a value of 
1.54 on the intermediate vertical line marked "85," it is found 
that the straight edge intersects the ohm's resistance line on 
the right-hand edge of the chart, at a point which gives the re- 
sistance, per mile, of the conductor as 1.30 ohms, which for 
aluminum, lies between No. 1 and No. 2 B. & S. gauge. 

If size No. 1 be adopted, the actual regulation can be im- 
mediately determined from a simple proportion, thus: 

Factor F = 1,54 gives a regulation of 12^ per cent. 

Factor (from chart) for No. 1 alimiinum is 1.35. 

_ . .. 12.5 X 1.35 ,, . 

Regulation = =-^7 = 11 per cent. 

This chart is sufficiently accurate for Unes up to 200 miles 
in length. 

Short Branches. Current-canTing Capacity. — When short 
connecting Unes are tapped off the main transmission line, or 
in the case of interior high-pressure bare wires, any computation 
to fix the size of wire on the basis of voltage drop will probably 
give too small a cross-section. The current density will be too 
great and the temperature attained by the wire too high. 

It is desirable to limit the temperature rise in bare wires to 
150**C, above the surrounding air. Any higher temperature may 
expand the wires and ties so that the wires will sag and the ties 
loosen. 
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The formula for the carrying capacity of wires in still air is 

lT(P 
I = 800 ^j— (60) 

T = temperature rise, in degrees C. 

. d = diameter of wire, in inches. 

r = resistance of metal in the conductor, per mil foot, at 
final temperature. 

For a maximum rise of 150°C. this formula reduces to the 
following: 

For copper wires 

I = 2400d^ (61) 

For aluminum wires 

I = 2080c?^ (62) 

If the wires are in air currents, and convection is continuous, 
the current may be increased 25 per cent, above the values given 
by the formula. 

Transmission-line Formulae. — ^The following formul» for 
transmission lines cover every condition that will be found in 
practice. Three are given. The first set is for short lines — 
40 miles or less— and neglects the capacity effects. 

The second set comprises the approximate formulse of Dwight^ 
which are sufficiently accurate for every practical purpose, giving 
results within }4 per cent, of the theoretically exact values. 

The last set of formulae involves the use of a convergent series 
and requires the computations to be made with complex quan- 
tities. The calculations are prolonged and tedious, and the 
greater accuracy, as compared with the formulae of Dwight,^is 
of no practical importance. 

The last formulae are here given for the use of engineers who 
prefer to use complex quantities, or who may desire to check their 
computations by two radically different methods. 

In reaUty, the final formulae all take the same form. The real 
differences he in the methods of determining the constants that 
are used in the general formulae. 

The factors to be computed are designated A, B, C, and D. 
These are found by any method selected, using as known quan- 
tities the following: 

^ See "Transmission Line Formulas," by Hbrbbrt Bristol Dwight, B. So. 
17 
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Ew. or kv.a., at load end. 

El = volts at load end of line, between wires. 
Vl = volts at load end of line, between any wire and the 
neutral, 
r = resistance of one wire of the line, per mile. 
12 = rL = total resistance of one wire of the line. 
X = reactance of one wire of the Une, per mile. 
X = xL = total reactance of one wire of the line. 
b = capacity susceptance of one wire of the line, per mile. 

V = bL = total capacity susceptance of one wire of the line. 
S = distance of separation of wires, in feet. 

Cos ^L = power factor of the load. 

Sin ^L = >/l - cos2 ^L 

P = II cos ^l 

Q = II sin ^L 

f = frequency, in cycles per second. 

The problem is, usually, to determine the values of: 

Eg = voltage between wires, at the generator end of the line 

at full load. 

Eqo = voltage at no load, at generator end. 

r, or R, the resistance of the line (from a preUminary calculation) . 

Ii = current at load end per wire at full load. 

Iq = current at the generator end per wire on full load. 

Iqo = current at the generator at no load {i.e., line-charging 

current). 

^ Kv.a. and kw. at generator end at full load. 

Kv.a. and kw. at generator end at no load. 

Kw. loss in Une at full load. 

Power factor = cos ^q at generator end. 

Regulation at receiver end for constant voltage of supply. 

For any conditions, or any formula used, the following fund 

mental relations hold : 

Kw. 

7^ — ^ = kv.a. 
Cos # 

E 

V = — /=> for three-phase circuits. (63) 

V3 

E 

V — -^y for two-phase or single-phase circuits. (64) 

, ^ kv.a. X 1000 kv.a. X 1000 . 

I = current per wire = y— = , for 

^ VSXE 3V ' 

three-phase circuits. (65) 
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J kv.a. XlOOO f . 1 V • u raa\ 

I = — > for single-phase circmts. (66) 

J kv.a. X 1000 . . , ... \^^. 

I = ^ f for two-phase circuits. (67) 

Energy loss in line = PR, per wire, in which R is total re- 
sistance of one wire of the line. Total energy loss = nPR, 
in which n = number of wires. Note that when the charging 
current of a line is appreciably great, / is variable along the 
length of the circuit, and the actual energy loss cannot be ac- 
curately determined from the PR formula. It can, however, 
be approximated for preliminary computations in this way. 

In designing Unes, it is usually customary to fix the allowable 
energy loss, or regulation required, as the fundamental factor. 
Next, the proper voltage is adopted, which is determined from 
the commercial conditions, as is set forth elsewhere. 

The quantity of energy to be transmitted is known, together 
with the power factor of the load. 

The distance of separation of the wires of the Une is usually a 
matter of judgment of the designer, modified in high-tension 
work by the corona effect, as discussed in another part of this 
chapter. 

Having these data the first computation is that of the approxi- 
mate values of the current and size of the wire. 

^L = — oT/ ' for three-phase circuit. (68) 

Loss, per wire, for three-phase circuit = one-third total loss. 
If p = percentage of total delivered energy that will be lost 
in the line on full load, 

^ 3X100 ^^^^ 

e = energy loss in each wire, 

R = J— 2 (approximately). (70) 

R 

Y = r, r being resistance, per mile, from which the size of 

the wire may be taken from Tables 20 and 21. 

Having now the approximate. size of the wire and its distance 
of separation, x, the reactance in ohms per mile, and 6, the 
capacity susceptance, per mile, may be taken from the tables 
(see Tables 22 to 27). Multiplying each of these tabular values 
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by the length of the line, in miles, the result is X ( = xIj) and Y 
(= bL) respectively. 

Factors A, By C and D and Ao, Bo, Co and Do may jiow be 
computed by any of the formulae later given. 

Factors A,BjC and D are for full-load, while Ac, Bq, Co and Do 
are for no-load conditions. After these are found, the unknown 
quantities are calculated from the following general formulae. 

Full load No load 

Voltage at generator end of the line 

Vo = SA^ .+ B^ (71) 7oG = SIaJTb^ (72) 

Current, per wire, at the generator end 
Ig = VCM^D'2 (73) /oG = VCT+W. (74) 

The computations will be simplified if instead of y/x^ + y*, 

the approximation, x + o" ^ \^s>^A in numerical work when y is 

very small as compared with x. 

Thus, ^^"^+21* 

Kv.a. at generator end. 

Kv.a.(y ^ ZVq Iq. (75) Kv.a.o(? = SFog X loo- (76) 

Kw. at generator end. 

Kw.0 = ^^^^ X 3. (77) Kw.00 = '^"^[^'^" x 3. (78) 

Kw. loss in Une, per wire. 

« ^ KWo _ T^l/z. cos <!> _ 

^ ~ 3 1000 ^ '' 

Total loss for three-phase circuit = 3e, and for two-phase =4e. 
Regulation at load end for constant voltage at generator end = 

Vl (^ - l) volts. (80) 

When the conditions are given at the supply, or generator 
end of the line, the quantities to be determined are, F, S, M, 
and N and: 

Vl = Vf^^TS^ = F + ^- (82) 

Kv.a.i = [P+2f) iooo ^^' 
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Kw -3V (FM + SN 



) 



(84) 
(85) 



kw.7 

Cos <^jr, = -^ ^• 

^ kv.a.L 

After determining these values, the succeeding computations 
may be made from the formulae 71 to 81, the formulae 82 to 85 
giving sufficient data to transfer the problem to the load end 
of the line. 

Short Lines. — Considering now the computations of short 
Unes — that is, 50 miles or less — and neglecting the capacity, 
the following are the values for A and B. 

A = V C08 <!> + RIj 
5 = V sin « + X7, 
so that 




xu 



Vq = \A^ + B2 = \{y cos 4> + Riy + (F sin « + Xiy. 

(86) 

This is clear from the graphical construction shown in Fig. 156, 
which is the diagram showing the relationship between the various 
electromotive forces. 

OA represents, to some 
adopted scale, the magnitude 
of the deUvered voltage be- 
tween one wire and the neu- 
tral in phase with the current, 
and is taken as the reference 
line. Its numerical value is 
Vj, cos 4>. 

AB represents, to the same 
scale, the magnitude of the 

reactance voltage of the load, which is, numerically, equal to Vl 
sin 4>. Its direction is at right angles to the in-phase voltage. 

OB = Vl is the vector resultant of the two electromotive 
forces V cos 4> and V sin ^. Its numerical value is 

Vl = \(F cos 4>y + iy sin 4>Y. (87) 

BC is the ohmic drop of the current in one conductor and 
numerically equal to rLI = RI. Its direction is, obviously, 
the same as that of the in-phase voltage, and it is added to the 
delivered voltage E at the point B. CD is the reactance drop 
in one wire of the circuit. Its numerical value is xL/ = XI and 



rx8ln0 



Fig. 156. — Composition of electro- 
motive forces. 
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its direction is at right angles to that of the resistance drop. 
It being positive, its direction is upward from the reference line 
OA. 

BD is the voltage required to send the current through one 
conductor, this line representing the vectorical sum of the re- 
sistance and reactance drops. The tangent of the angle of lag 

in the Une is - and the line drop is numerically equal to 

8 = \{RI)^ + (Xiy. (88) 

The generator voltage (line to neutral) is the vectorial sum 
of the line voltage and the delivered voltage, indicated by the 
line OD, or Vg, and has the numerical value as given in the 
equation (86). 

The voUage drop is the numerical — ^not the vector — difference 
between the deUvered and the generator voltages = Vq ^ Vl 
volts, per wire. 

From the diagram, it is clear that the voltage drop is not equal 
to the line drop, 5, except in the one case where the angle of lag 
of the line is exactly equal to the angle of the lag of the load. 
Hence, the delivered voltage, added to the Une voltage, will give 
a sum in excess of the actual generator voltage required, except 
for this one condition. 

Since capacity is neglected, the current is constant throughout 
the length of the Une and Iq = /l« 

The power loss is for any single conductor = RP, 

The percentage power loss is 

100 X PR lOORI ,, ,Qo. 

p = T7 l~f — if :r- watts. (89) 

'^ Vl cos (I>lI Vl cos 4>l 

PVl cos <I>l , ,ft^x 

= 100 X / ~ ^ ^ ^ 

The percentage voltage loss is 

d = mvo^iJi;!. (91) 

Vl 
The power factor at the generator end is 

/ lOO + p \ 

As an example of the use of these formulae, consider the 
following conditions: 

Distance of transmission, 40 miles. 



CALCULATION OF TRANSMISSION LINES 263 

A three-phase, 60-cycle plant is to deliver 6000 kw. Wire 
spacing 6 ft., arranged in equilateral triangular form. Voltage 
at the load end to be 60,000 between wires, at full load. 

Power factor of load, 86 per cent. = 0.85. 

Maximum energy loss at full load = 8 per cent. 

60 000 
Vl = — h=-~ = 28,870 volts between any wire and the neutral. 

^ 6,000 X 1,000 ., _ 

^^ = 3 X 28,870 X 0.86 = ^^'^ ^"^P* P®^ '^"^^• 
Vl cos <!> = 28,870 X 0.86 = 24,540 volts. 

sin <t> = Vl - (0.86)* = 0.626. 
7i sin « = 28,870 X 0.626 = 16,191. 
-, 8 X 24,640 ^.^^ , 
^ = 100 X 81.6 = 2*-^^ ^^'^• 

R 24.08 ^^^^ , .. 

r = y = — Trj— = 0.602 ohm per mile. 

For aluminum, this corresponds to a size between No. 00 and 
No. 000 B. & S. gauge. Adopt No. 000 (see Table 21). 

Then, r becomes 0.5412, and 

rL = R = 0.5412 X 40 = 21.66 ohms. 

RI = 21.66 X 81.5 = 1764.6. 

X (from the table) = 0.742 ohm per mile. 

xL = X = 0.742 X 40 == 29.68 ohms. 

XI = 29. 68 X81.5 = 2,419 ohms. 

Vg = V(24,640 + 1764.6)2 + (16,191 + 2419)* = 31,665 

volts. 

Eo = 31,656 X Vs = 64,826 volts = voltage between wires. 

^ 100(31,666-28,870) ^ ^^ 

a = oQ 070 ~ P®^ cent. 

100 X 1764.6 .^ 
^ ^ — 24640 ^ P®^ ^®^*' 

The power factor at the generator end will be 

^ 0.86(100 + 7.2) ^ ^^^ 
^^^*^== 100 + 9.66 =Q'^^^- 

Weight of one conductor (from table) = 818 lb. per mile. 
Weight of Une = 3 X 816 X 40 = 98,160 lb. 
Add to this 6 per cent, for the tie-wires and waste. 
Total amount of aluminum necessary = 103,068 lb. 
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If the conditions are known at the supply or generator end 
only, then 

F = Vo-PoR-QqX, (93) 

and 

S=-QqR -PqX. (94) 

In which Vq = voltage between any wire of the line and the 
neutral at the generator end. 

P = I cos <t> Q == I sin if) 

X = total reactance of one wire of the line. 
jB = total resistance of one wire of the line. 

Vl = Vf^ + /S2, or = 7^ + 2^ approx. 

For this problem, taking Vq at the value previously computed, 
namely 31,655 volts, and the other line constants as found, 
P = 81.5 X 0.85 = 69.27. 
= 81.5 X 0.526 = 42.87. 

F = 31,655 - 69.27 X 21.65 - 42.87 X 29.68 = 28,880. 
S = 42.87 X 21.65 - 69.27 X 29.68 = - 1126. 

Vl = 28,880 + ^gyyeo^ = 28,880 + 2*1 = 28,901 volts, 

which is (within 31 volts) the same as the. volts to neutral at 
the load end assumed in the previous example. It is to be 
noted that S is usually negligible and, practically, 

Vo = F = Vo-PqR-QgX. 

Long Lines. — When transmission lines exceed 40 miles in 
length, the effects of capacity must be considered, as they become 
of such importance in long lines, under very high voltage, that the 
inclusion of these phenomena in the computations becomes 
imperative. This statement also applies to short branch lines 
tapped from high-voltage circuits. In general, the formulae 
which include the capacity, should be used when the product of 
the voltage, by length of transmission (in miles) by frequency in 
cycles per second, exceeds 15 X 10^. Thus, the capacity sus- 
ceptance in a line 30 miles long, tapped from a 120,000-volt, 
60-cycle circuit, is greater than that of a line 80 miles long and 
working under a pressure of 35,000 volts at 60 cycles. The 
product of the three factors in the first case is 21.6 X 10^ and 
in the second case, 16.8 X 10^. 

The exact solution of the voltage and current relations and 
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values, in a line having distributed capacity, is complex and 
tedious. Fortunately, however, certain approximate formulae 
have been developed which are comparatively easy to use and 
which give results so close to those obtained by the exact formulae 
that the error is far less than that which would arise from the 
resistance of the metal varying from the standard assumed, or 
from the change in resistance due to the change in the tempera- 
ture of the air surrounding the line. When it is considered that 
the resistance of copper changes approximately 0.4 per cent, per 
degree C. of temperature change, and that nearly every line will 
experience a temperature range of 35°C., with a corresponding 
change in resistance of about 14 per cent., the futiUty of attempt- 
ing exact computations in the practical design of transmission 
lines becomes obvious. 

Dwight Formulas. — ^The Dwight formulae include the capacity 
effects and, up to 300 miles length of transmission and 100,000 
volts, give results which are within }4 P^r cent, of the exact 
formulae. 

In these formulae, if is a constant which is numerically equal 

to ^Q n^ > / being the frequency in cycles per second. Hence, K, 

for 60 cycles, is 2.16, and for 25 cycles, is 0.375. 

/ L \2 
Put K ( ?7wA ) = A, L being the length of transmission, in miles. 

Then, for full load, 

A = 7;, (1 - A) +Pb( 1 - ^) +Qx[l - ^) (96) 

B^^+Px(l^^)^QR(l^f) (97) 

C^Pil^A)+9f^^J^ (98) 

Z>=^-Q(l-A)+?^(l-0 (99) 

Regulation of line = (^ - l) Vi, (100) 

For no load 
Ao = Fi(l - A) (101) 

Bo = ^ (102) 
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For conditions given at the generator end, the factors, F, S, M, 
and N, are found by the following formulse: 

F = Voil - A) - PoB{i -y)- <2o^(i - t) ^^°^^ 

S = ^-PaX(l-l)+QaR{l-^i) ' (106) 

M = P,(l-A)+«f^ + ?^ (107) 

N = ^-Qail-A)-'-^(l-ly (108) 

As an example of the use of these formulse, take the following 
conditions: 

System, three-phase. 

Load on system, 18,000 kv.a. 

Power factor of load = cos ^x, = 0.90. 

Kw. of load = 18,000 X 0.90 = 16,200 kw. 

Length of line, 300 miles. 

Spacing between wires, 10 ft. 

Voltage between wires at load end = El = 104,000 volts. 

Frequency, 60 cycles per second. 

Preliminary CompiUatians for First Approximations. — 

Assiune the allowable energy loss in the line, at full load, to 
be 16 per cent. 

Total kw. energy loss = 0.16 X 16,200 = 2692 kw. 

Energy loss per wire = — «— = 864 kw. 

^ El 104,000 ^^^^ ,. 
Vl = — 7^ = y^ = 60,000 volts. 

^ 18,000 X 1000 -^ 
^^= 3X60,000 =100^°^P- 
Approximate resistance of one wire of line 

^ 16 X 60,000 X 0.90 q.. , .^ .. ^, 
R = IQQ V IQQ ^ ^^'^ ohms (Equation 90). 

Of* A 

Resistance per mile = ^t^ = 0.288 ohm. 

In a long line, the capacity effect will be so marked that a 
somewhat higher resistance may be adopted for the trial calcula- 
tion, say 0.30 ohm, per mile. 

From the table this is found to be between 0000 and 000, 
copper cable. Adopt 000 for the first calculations. 
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r = Resistance 000 copper cable for 60 cycles is 0.3391 per mile. 

R = Total resistance = 0.3391 X 300 = 101.73 ohms. 

X = Reactance per mile (from table) for 10-ft. spacing at 60 

cycles = 0.797 ohm per mile. 
X = Total reactance per wire = 0.0797 X 300 = 239.1 ohms. 
P = cos 4>I = 0.90 X 100 = 90.0. 
Q = sin <^7 = 0.436 X 100 = 43.6. 

A = 2.16 (^)* = 2.16(0.3)2 = 0.1944. 

Then 

(2 V 1Q44\ 
1 - Y"^-* j 

(n 1Q44\ 
1 - "^^^^j = 66,380. 

^ ^ 60,000 X 101.7 X 0.1944 ^ ^ ^ ^3^^ (^ _ 0j|44^ _ 

(43.6 X 101.7) X ( 1 - ^ X 0.1944 ^ ^ 21,915. 
C = 90 (1 - 0.1944) + ^^^ 1«1-^ X 019^^ 



239.1 
2 X 60,000 X 101.7 



X (0.1944)« = 73.42. 



3 X (239.1)« 
-. 90 X 101.7 X 0.1944 ., „ ., ^iqaa^j. 
D = 2393 '*^*" ^^ — 01944) + 

/ 2 X 60,000 X 0.1944 \ / , 0.1944 \ .. __ 

For no load 

Ao = 60,000(1 - 0.1944) = 48,336. 
R _ 60,000 X 101.7 X 0.1944 _ .._. 
Ho - 2391 ~ *''^"' 

^ _ _ 2 X 60,000 X 101.7 X (0.1944)* 

Oo - 3 ^ (239.1)'' ~ "**• 



_ / 2 X 60,000 X 0.1944 \ / 0.1944 \ 
^' ~ \ 239.1 ) V~ 3 / 



= 91.5. 



All the conditions of operation of this line can now be de- 
termined from these quantities. 
Generator voltage (to neutral) fuU load. 

7, = 66,380 + 2x66 380 "° 69.997 or, practically, 70,000 volts. 

Voltage between wires at generator end = Eg = 70,000 X 
VS = 121,240 volts. 
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Full-load current at generator end per wire, 

la = V (73.42)'+ (63.55)2= 97 amp. 

Kw. output at generator end. 

3(66,380 X 73.42 + 21,9 15 X 63.55) , ^ „„„ , 
jQQQ = 18,829 kw. 

Total energy loss in line = 18,829 - 16,200 = 2629 kw. 
Power factor at generator end. 

„ ^ 18,829 X 100 ^-„ 

^*" *« = 3X70,000X97 = ^■^^^- 

For no load and constant voltage at load end. 

Generator voltage = V^ = 48,336 + 2 v 4^8^336 " ^^'^^ 
volts. 

That is, the voltage at the load end is greater by 21,410 volts 
than at the generator end, due to the effect of the capacity of the 
line. Measured between wires, the voltage at the generator 
end, or E^ = 48,590 X V3 = 84,160 volts. 

Charging current, is 

I^ = V(- 2.68)2+ (91.5)2 = 91.53 amp. 

(70 000 \ 

^^ - 1 ) 60,000 = 23,464 volts, 

which is the maximum variation of the voltage at the load end, 
from no load to full load, with a constant voltage at the generator 
end of 70,000 volts. 

Kw. output at generator end, with no load at load end 

j^j^^ ^ 3 X [(48,336 X - 2.68) + (4950 X 91.5)] ^ ^^^ ^^ 

which represents the energy lost in the line due to the flow of 
charging current. 
1 

A Q. B 




V-aJc A-J 



Fig. 157. — Relative positions of wires of three-phase circuit. 

All the foregoing formulae apply to balanced circuits, that is, 
circuits in which the current in each of the conductors has the 
same value. They apply to three-phase systems only when the 
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conductors are arranged in an equilateral, triangular relationship 
as indicated in A, Fig. 157. 

When a three-phase circuit is disposed with its wires in tri- 
angular relationship, but not forming the apexes of an equilateral 
triangle, as, for instance, the arrangement shown in B, Fig. 157, 
the equivalent spacing, which must be adopted in fixing the values 
of reactance and susceptance, will be 

S = Vabc. (109) 

In case the conductors are arranged flatwise, in a single plane, 
as indicated in C, Fig. 157, the numerical value of the spacing to 
be used for determining the reactance and susceptance is 

S = 1.26a.i (110) 

If the flat, or single-plane, arrangement is imsymmetrical, that 
is, the middle wire closer to one of the outside wires than to the 
other, as indicated in D, Fig. 167, then the spacing to be used in 
the formulae is fi> = Vabc^ These values are based on transposi- 
tion of the wires so that the "exposures" are substantially equal, 
as explained in the section on "Transposition of Conductors." 

Convergent Series Formulae. — The simplest exact formulae 
for a transmission line are those which are deduced by the use 
of an infinite or convergent series. An infinite series consists 
of an infinite number of terms and is called convergent if their 
sum has a definite, finite value. The characteristic property of 
a convergent series is that by taking a sufficiently large number 
of terms, a sum is obtained which diflfers from the sum of the 
entire series by a negligible amount. The more rapidly the 
series converges, the fewer are the terms needed for the prac- 
tical purpose of getting a sufficiently accurate sum. It is always 
possible to take a sufficient number of terms to make the approxi- 
mation fall within the required limits. 

To make any practical use of the accurate formulae, complex 
quantities must be employed. A discussion of this branch 
of mathematics is beyond the scope of this work. It is, however, 
not necessary to have a full knowledge of the complex quantities 
in order to make all the computations required for transmission 
lines. 

Complex quantities are made up of two kinds of quantities 
called the "real" and the "imaginary" parts. The real part is 

^ See "Transmission line Formulse/' by Hebbbbt Bbibtol Dwiqht. 
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simply a numerical or algebraic quantity. The imaginary part 
is, likewise, an ordinary quantity but has the designating letter 
j before it to distinguish it. If, in multiplication, the j disap- 
pears, the quantity then becomes a real part. 

In adding complex quantities, the real parts are added, and 
the imaginary parts are added, separately, the sum being a 
complex quantity, with a real and an imaginary part. Real 
and imaginary parts cannot be added algebraically. They can 
be added vectorially only. Physically, the real part of a complex 
quantity used in electrical calculations, gives the values of 
those factors of current and electromotive force in phase with 
each other, while the imaginary part gives the values of the 
components that are out of phase. A complex quantity may 
also be represented graphically by a point referred to the axes 
X and Y at right angles to each other, the abscissa being A 
and the ordinate B. This representation leads to the so-called 
vector analysis, the vector of a quantity A + jB, being the 
length of a line from the orgin of the axes to the point (A, B). 
Clearly, the vector of A + jB is, therefore, y/A^ + B^, this 
being its numerical value. 

As an example of the method of addition, take the complex 
quantities 

8 + ilO 

34 - jlS 

- 7+J23 



The sum is 36 + jl5 

The following rules of multiplication cover all the information 
essential 

+ ix+i=-i 
-ix+i = + i 

That is, when two j quantities are multiplied together, the j 
cancels out, and if the signs of the two quantities are aUke, the 
sign of the product is minus, while if the signs of the two quan- 
tities are unUke, the sign of the product is plus. 

With a clear understanding of the addition and multiplication 
of complex quantities, they may be used for making transmission- 
line calculations, without further knowledge of the subject. 

For a transmission line, with the conditions given at the 
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load end. To find the quantities A and B, as used in the equa- 
tions previously given in this chapter, the formula is 

/ YZ Y^Z^ Y^Z^ \ 

A+JB = Vl{i+^ + ^ + ^. . . etc.) .+ (P - jQ)Z 

t^ YZ ^ Y^Z^ ^ Y^Z^ , , \ .„,, 

In which, Z = R+ jX. 

Y = hL = capacity susceptance per mile for one wire, mul- 
tiplied by the length of transmission (see Table 26). 

R = total resistance of one wire. 
X = total reactance of one wire. 
V = 0.577B. 
E = voltage between wire. 

When the equation is solved, the sum of all the real quan- 
tities on the right-hand 'side = A, while the sum of all the 
j quantities = B. 

The formula for the quantities C and D is 

/ YZ Y^Z^ Y^Z^ \ 

V.r(l+^ + ^* + g|+....etc.) (112) 

For no load, the formula for the quantities Ao and Bo is 

r YZ Y^Z^ 1 

Ao+jBo = Vl[i + 'y+^+ J- (113) 

The formula for the quantities C© and D© is 

r YZ Y^Z^ 1 

Co +jDo = Vi^y[i + L^ + ^+ J. (114) 

Except in the case of very long lines, all the terms that are 
squares and higher powers of Y and Z may be suppressed, the 
first power terms only, being used. The inaccuracy resulting 
from this suppression of the higher-power terms is negligible if 
the line be less than 300 miles in length. In no case is it necessary 
to use any term that is a higher power of F or Z than the square. 

Taking the foregoing formulsB with the higher powers of 
Y and Z suppressed, they become 

For full load 

A+jB = Vl{i + ^) +(p- JQ)z(^ + x) (11^) 

C + jD= {P-jQ) (l + ^) + 7,,y (l + ^) (116) 
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For no load 

Ao+jBo= Vi^{l + -~) (117) 

Co+i2)o = F^y(l+^) (118) 

The methods of using these formulse are best indicated by- 
applying them to the solution of a definite problem. In order 
to compare the results with the approximate formute, the same 
example that has been used to show the application of Dwight's 
formula, will be taken. 

The line constants are here repeated for convenience. 

L = distance of transmission, 300 miles; system, three-phase, 

60 cycles. Load on system, 18,000 kv.a. 
4>L = power factor of load, = 0.90. 
Kwi = Kw. of load = 18,000 X 0.90 = 16,200 kw. 
S = spacing between wires, 10 ft. 
El = voltage between wires at load end = 104,000 volts. 
Vl = voltage between any wire and neutral at load end = 

^^^ = 60,000 volts. 

R = total resistance of one wire = 101.7 ohms. 
X = total reactance of one wire = 239.1 ohms. 
Y = total capacity susceptance of one wire = 6.39 X lO""* per 

mile = 0.001617 mlios, total. 
Il = current in one wire at load end, at full load = 100 amp. 
P = Ij^ cos <^ = 90 amp. 
Q = /x, sin <^ = 43.6 amp. 

Remembering that in practice, the formula is seldom carried 
beyond the value of Y^Z^y the values become: 

y = jb = jO.001617 

Z = R+jX = 101.7 + i239.1 

YZ = i0.00l617 [101.7 + ;239.1] = iO.1644 - 0.38662 

Y7 Y7 

-^ = i0.0822 - 0.19331 ^ = ^0.0274- 0.06443 

i0.1644 - 0.38662 
jO.1644 - 0.38622 

-0.027027 - jO.06356 
+0.149475 - jO.06356 

y2Z*= +0.122348 - i0.12712 



r«z* = 
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^^r- = +0.005098 - i0.006297 

-—^ = +0.001019 - i0.001059 

(P - jQ)Z = (90 - i43.6) (101.7 + ^239.1) 

+101.7 +J239.1 
+90 - J43. 6 

+9,153 +i21.519 
+ 10,425 -j4434 



(P -jQ)Z = +19,578 +il7,085 

A + jB = 60,000 [1 + i0.0822 - 0.19331 + 0.006098 - i0.005297] 

+ (19,578 + il 7,085) (1 + j0.0274 - 0.06443 + 0.001019 - 

i0.001059). 

Collecting the real and imaginary quantities 

A+jB = 60,000 (0.811788 + j0.076903) 

+ (19,578 +jl7,085)(0.936589 +i0.02634l) 
= 48,707 + j4614 + 18,338 + i516 + il6,002 - 450 
= 66,595 + i21,132 
orA = 66,595 
B = 21,132 
Also 

C +jD = (90 -i43.6) (0.811788 +i0.076903) 

+ 60,000 X j0.001617(0.936589 + jO.026341). 

(The quantities in the' right-hand parentheses are the same as 
those in the corresponding parentheses found when calculating 
the value of A + jB.) 

C +jD = 76.41 - J28.47 + i90.87 - 2.55 
= 73.86 + J62.40 
C = 73.86 
D = 62.40 
For no load 

A, +jBo = 60,000 [1 + jO.0822 - 0.1933 + 0.005098 - 

i0.005297] 
Ao = 48,707 
Bo = 4,614 
Co + jDo = 60,000 X i0.001617[l + j0.0274 - 0.06443 + 

0.001019 - jO.001059] 
Co = -2.55 
Do = 90.87 

18 
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Vq = 66,695 + 2^x66595 ^ ^^'^* ^^^*® *® neutral. 

Eq = 69 ,948 X V3 = 121, 150 volts between wires. 
Iq = V (73.86)2 + (62.40)2 = 96.7 amp. per wire. 

7oG = 48,707 + 2 X 48^707 " ^^'^^^ ^^^*® *^ neutral. 
E^ = 48,936 X VS = 84,757 volts between wires. 
Zoo = a/( - 2.55)2+ (90.87)~2 = 90.88 amp. per wire. 

By inspection of the quantities, it is obvious that the results 
obtained by Dwight's formulae are, practically, the same as 
computed by the convergent series, although the example chosen 
is for a very long line, namely, 300 miles. 

It is also seen that the suppression of all the terms of Y and 
Zy higher than the first power, will give, substantially, the same 
results, the eflfect of the higher powers of these quantities being 
very small, and, for all practical purposes, negligible. 

The foregoing examples show that with a long line and high 
voltage the generator current at zero load may be nearly as 
great as the current at full load, and is appreciable for even 
shorter lines. This, however, is simply line-charging current 
and does not represent any considerable energy output, because 
the current is not in phase with the electromotive force. The 
actual energy deUvered by the generator when there is no energy 
suppUed at the load end, is comparatively small, as has been 
shown in the previous computation. The 300-mile line that 
delivers 16,200 kw. to the full load has an energy loss in the 
Une of 989 kw. at no load, or little over one-third the line loss 
when supplying full load. 

Although the large capacity ciurent does not give any con- 
siderable energy output, it is just as effective as energy current 
in heating the generators, transformers, and transmission line, 
so that all the generating apparatus will be kept at, practically, 
as high a temperature at zero load as at full load. Also, in 
order to prevent injurious temperatures in the windings, as 
many generators will have to be kept working as if the system 
were fully loaded 

A curious eflfect caused by the capacity current, in long lines, 
is that of a large current at the generator end when there is 
zero load at the load end, and then as load is gradually imposed 
on the system, the generator current diminishes until a minimum 
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point is reached, after which the current will begin to increase 
with augmentation of the load. 

It is to be noted that none of the formulae, herein given, 
provides for the determination of B or the size of the wire. A 
formula from which the exact value of 72 can be computed is, of 
course, possible to derive. It is, however, so long and cumber- 
some that it has no practical value. An approximation of the 
size of the wire can be quickly made in the manner previously 
set forth and, by any of the formulae given, the exact loss and 
regulation can be determined. If the values found are too 
great or too small, another size of wire may be chosen and the 
process repeated. In other words, a trial and error method is 
shorter and less liable to arithmetical errors, than the direct 
solution would be. 

Tables. — ^The tables at the end of this chapter, give the values 
of inductance and capacity per mile, ^of a single wire, at fre- 
quencies of 60 cycles, and they are sufficiently complete to cover 
nearly every practical case. 

For frequencies other than 60 cycles, take from the table 
the value corresponding to the size of the wire and distance of 
separation, multiply by the required frequency, and divide the 
product by 60. Thus, the inductive reactance in the table 
for a 0000 wire, with 6-ft. spacing, is 0.728 ohms per mile. For 

100 cycles, per second, the value should be — — ^ = 1.213 

ohms per mile. The reactance for any set of conditions may be 
computed from the formulae given above each of the tables. 

Resistance of Cables. — Since cables are made up of twisted 
wires, the length of any strand is greater than the distance 
over which the cable extends. Also, the coating of metallic 
oxide on the surface of each strand tends to make the current 
follow the helical, or twisted, paths of the individual Strands, 
which is the equivalent of a slight increase in the resistance 
of the cable as compared with the resistance of an equivalent 
solid conductor. 

Skin Effect. — The electromagnetic variations inside a con- 
ductor carrying alternating current, tend to crowd the current 
toward the outside portions of the wire, and, therefore, the 
current density is less at the center of the wire than near its 
periphery. This phenomenon is called "skin effect." Its 
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effect is to make the ohmic resistance of a conductor greater for 
alternating than for direct currents. 

With small wires and low frequencies, this effect is negli- 
gible, but with large sizes of cables — above 0000, and fre- 
quencies of 60 cycles per set^ond — the increased resistance and 
its effect on the regulation of transmission lines, becomes 
appreciable. 

In the tables of resistances given in this chapter, the figures 
under the different frequency headings give the values of 
the resistances, which include the added resistance due to 
the skin effect, and no computation is necessary to compensate 
for it. 

Temperature Coefficient. — ^As indicated in the table of char- 
acteristics of copper and aluminum, the former has a temperature 
coefficient equal to nearly 0.004 or 0.4 of 1 per cent., while the 
aluminum has a coefficient of about 0.0022, per degree C. This 
means that with change in temperature, the resistance of a 
wire undergoes a proportional change. Hence, in specifying 
the resistance of any conductor, the temperature must, also, 
be fixed. 

The standard value, as given in the table, and adopted 
by the engineering profession, is 20®C. or 68°F. 

Taking aluminum as an example, and selecting No. 0000 
cable, its resistance is found to be 0.4288 ohm per mile at 20**C. 
and its temperature coefficient is 0.0022. 

At 35^C. the resistance wiU be 0.4288 [1 + (35 - 20) (0.0022)] 
= 0.4429 ohm. 

The formula for change in resistance for temperature above or 
below 20°C. is 

r, = ri(l + (1- 20)fc) (119). 

ri = tabular value of the resistance at 20°C. 

t = temperature in degrees C. at which resistance is to be 
found. 

k = temperature coefficient. 

Of course, if t is less than 20, and the quantity < — 20 is 
negative, r2 becomes less than ri. 

Separation of Wires. — ^The distance apart of wires varies with 
the voltage, the span, the kind of wires, and the form of support. 

Clearance between lines in two vertical planes is fixed by con- 
siderations given later under discussion on "Sag." 



CALCULATION OF TRANSMISSION LINES 277 



Table 16. — Minimum Separation oi 


f Conductors 




Length of S|>an 


150 

ft. 


250 

ft. 


350 
ft. 


500 
ft. 


650 
ft. 


800 

ft. 


Clearance 
wire to 


Kilo-volt8 


Distances apart of wires, in inches 


support 


Pin insulators: 
Not exceeding 6.6 


24 
32 
46 

58 
72 

48 
66 
80 
93 
110 
120 


30 
37 
50 
62 
74 

56 
72 
86 
98 
114 
126 


36 
42 
56 
66 

78 

62 

77 

91 

104 

120 

132 


48 
54 
64 
72 

84 

72 
86 
102 
115 
127 
138 


60 
65 
74 
82 
90 

86 
98 
112 
124 
136 
147 


72 
76 

82 
88 
96 

100 
112 
125 
135 
148 
157 


12 


Over 6.6 to 22.0 


14 


Over 22.0 to 44.0 


16 


Over 44.0 to 66.0 


22 


Over 66.0 to 88.0 


27 


Suspension insulators: 

Not exceeding 44. 


16 


Over 44.0 to 66.0 


22 


Over 66.0 to 88.0 


27 


Over 88.0 to 110.0 


48 


Over 110.0 to 140.0 


54 


Over 140.0 to 165.0 


60 







Compensation for Line Drop. — From the discussion of ''Electric 
Circuits," it may be seen that a condenser at the load end of a 
long line would help to reduce the voltage drop at times of heavy 
load, and an inductance would keep the voltage within normal 
Umits at the load end when the load is small, without the necessity 
of lowering the voltage at the generator end. 

A synchronous motor, running without external load, will act 
as a condenser of high capacity if the excitation of the field 
magnets be greater than that normally required, and when thus 
"over-excited," will deliver a leading current to the Une. 

Also, when the machine is under-excited, it will act as an 
inductance and take lagging current from the line. From 
which, it follows that an unloaded synchronous motor, at 
the load end of the Une, will allow the use of a smaller Une con- 
ductor and keep the regulation better than it would be without 
this machine. 

For a fuU discussion of this subject, the reader is referred to 
the writings of Dwight,^ Hagood,* Andrus' and others. 

The synchronous motor compensates for the so-called "watt- 
less" component of the current. The capacity of the synchro- 

1 ''Constant-voltage Transmission.'' 
« Trans, A. I. E. E., December, 1913. 
» Trans. A. I. E. E., March, 1913. 
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nous motor may be any amount that seems commercially judicious 
up to the maximum value of the kv.a. given by the volts at the 
receiver end multiplied by the value of the out-of-phase current. 
The greater the size of the motor, the more completely are the 
reactive and condensance currents neutralized. The question 
is one that depends largely on the length of line, frequency and 
the regulation required. The total cost of motors and line 
metal is usually less for the same degree of regulation obtained 
when the lines exceed 60 miles in length. 

Corona. — When the voltage of a circuit exceeds a value that is 
fixed for the specific constants of the line and surrounding 
air, a critical point is reached, at which, the electrostatic stresses 
in the air surrounding the wires are nearly at the point of rupture 
of the air. The wires are then surrounded by a dim, violet-colored 
light, which appears like an enveloping tube of bright mist. 
This light is visible in the dark and is called the "corona." 
When this stage is reached, any appreciable increase in line 
voltage will be accompanied by an actual electrical discharge 
from one wire to the others, and this discharge represents an 
energy loss. 

The study of this phenomenon possesses considerable interest, 
but its practical aspects only, can be included in this discussion. 
Since the development of the suspension insulator, the limit of 
voltage for transmission is fixed by the corona effect, and it 
must be duly considered in the design of transmission lines. 
Many investigators have made experiments to determine the 
Umiting values of the Une voltage for a given set of conditions, 
and the Une losses which follow the application of a disruptive 
voltage. The experiments of Ryan and of Mershon were the 
pioneer investigations, and while their general conclusions were 
in substantial agreement, their constants differed considerably. 
Later experiments have brought the constants into accord, 
and the present formula of Peek is regarded as accurate and 
reliable. 

This formula is 

F = 123 X 103 X m8 log^^ - (120) 

E 
For 3-phase cicruits, V = — -^ = voltage at which disruption is 

impending of any wire to neutral; that is, the Umiting fine 
voltage to neutral. 
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E = volts between wires. 
m = factor of roughness. 
6 = air density factor, 
r = radius of conductor, in inches. 
S = separation of conductors in inches. 
m = 1, for polished wires. 

= 0.93 to 0.98 for rough or weathered wires. 
= 0.83 to 0.87 for cables. 
8 varies with the altitude and temperature and is 

17.96 



8 = 



A59 + t 



(121) 



6 = height of barometer, in inches. 

t = temperature of surrounding atmosphere, in degrees F. 

This formula is for three-phase circuits, arranged in equilateral 
triangular relation. When the three wires are in one plane, the 
air surrounding the middle wire will be subjected to a greater 
electrostatic stress than will either of the other two. Corona 
will form on the middle wire at about 4 per cent, lower voltage 
than that given by the formula. 

This formula is equally appHcable to single-phase, or two-phase 

E 
circuits, in which case, V = ~o' 

The following table shows the voltages at which corona will 
form, at sea level, for smooth wires and for cables. 

Table 17. — Corona Limits of Voltage. Ejlovolts between Lines 

(Thbee-phase) at Sea Level 
(Cables) 

From formula eo= y/z Qoinjrd log, -, where fw,=»0.87 





A.W.G. 


Diam., in. 


Spacing — ^ft. 




3 


4 


5 


6 


8 


10 


12 


14 


16 


20 


4 
3 


0.230 
0.261 




56 
62 


58 
65 


60 
67 


62 
70 


64 
72 


66 

74 


68 
76 


69 

77 


71 
80 




2 
1 



0.290 
0.330 
0.374 






71 
79 


73 
81 
90 


76 
85 
95 


79 
88 
98 


81 

91 

102 


83 

93 

104 


85 

95 

106 


87 








97 








109 














00 

000 

0000 


0.420 
0.470 
0.530 






98 


104 
114 
125 


108 
118 
130 


111 
121 
135 


114 
124 
138 


117 
127 
141 


121 






1 


132 










146 
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Table, 17. — Corona Limits of Voltage. Kilwolts between Lines 

(Thbee-phase) at Sea Level (Continued) 

(Cables) 

or 

Erom formula c, = \/3 gotnorS log. --, where Wo =0.87 



A.W.G 


Diam., in. 


Spacing — ft. 


3 


4 


5 


6 


8 


10 


12 


14 


16 


20 


250.000 


0.590 
0.620 
0.679 










138 


144 
151 
161 


149 
156 
166 


152 
161 
170 


156 
165 
175 


161 


300.000 










171 


350.000 












180 
















400.000 


m 

0.728 
0.770 
0.818 












171 
178 

188 


176 
184 
194 


180 
190 
199 


185 
194 
205 


192 


450.000 












200 


500,000 












210 
















800.000 


1.034 
1.152 














234 
256 


241 
264 


244 
270 


256 


1.000.000 














281 























(Solid Wires) mo ■■ 


= 0.93 










A.W.G. 


Diam. 
in. 


Spacing — ft. 


3 


4 


5 


6 


8 


10 


12 


14 


16 


20 


4 


0.204 


51 


54 


56 


58 


60 


62 


64 


65 


66 


68 


3 


0.229 


• • 

• • 


59 

• • 


62 
69 


64 
70 


66 
74 


68 
76 


70 

78 


72 
80 


74 
82 


76 


. 2 


0.258 


84 


1 


0.289 


• • 


• • 


75 


77 


81 


83 


86 


88 


90 


92 





0.325 


• • 

• • 


• • 

• • 


• • 

• • 


85 
94 


89 
98 


92 
102 


95 
105 


97 
107 


99 
110 


102 


00 


0.365 


113 


000 


0.410 


• • 


• • 


• • 


• • 


109 


113 


116 


119 


121 


124 


0000 


0.460 


• • 


• • 


• • 


• • 


120 


125 


128 


131 


134 


138 



The following table shows the change in the value of the factor 
8 for various altitudes at a temperature of 60° F. This table is 
computed from formula (121). 

Table 18. — Altitude Correction Factor 5 



Altitude, ft. 


8 


Altitude, ft. 


d 


Altitude, ft. 


d 


Altitude, ft. 


6 




500 

1.000 

1,500 


1.00 
0.98 
0.96 
0.94 


2.000 
2.500 
3.000 
4,000 


0.92 
0.91 
0.89 
0.86 


5.000 
6.000 
7.000 
8,000 


0.82 
0.79 
0.77 
0.74 


9,000 
10,000 
12.000 
14.000 


0.71 
0.68 
0.63 
0.58 
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As is obvious from the formula, the limiting voltage varies 

with r log —, This portion of the formula can be increased in 

value only by increasing r and S. This means that the radius 
of the wire should be as great as possible, and, to offset the 

reduction in the fraction — caused by the increase in r, S must be 

^ S 
increased. Since, however, - appears in the formula in a loga- 
rithmic form, the increase in separation of the wires becomes less 
and less effective, until, finally, any increase in separatio will 
give no further appreciable increase in the line voltage. Up to 
a separation of 75 to 80 times the radius of the wire, small changes 
in the amount of separation give almost proportional changes 

in the allowable line voltage. When this limit of - is reached, the 

change in allowable line voltage varies but slowly with the change 
in its value. Thus, if a wire be 0.5 in. in diameter (about No . 0000) 
and the separation be 25 in., 

- = 100, and log - = 2. 

If the separation be made ten times as great as at first, or 250 in., 

- = 1000 and log - = 3. 

In^ other words, if the separation be made ten times as great, 

after — passes a value of 100, the allowable voltage is increased 

^ S 

only 50 per cent, above that given by the smaller value of -' 

The maximum possible electrostatic separation between 
any two wires is the sum of the heights of the wires above the 
ground. Any greater electrostatic separation is not possible 
because the earth forms a conductor and the electrostatic stress 
would exist from the two wires to the ground, if their distance 
apart were greater than the sum of their heights above ground. 

This is the reason why wooden crossarms on poles make 
a better support for a transmission Une than steel crossarms 
and towers. In case of wooden crossarms on poles, the actual, 
measured distance apart of the wires is the electrostatic separa- 
tion and is the value to be used in formula 120. 

In the case of conductors supported on metallic structures, 
the value of /S is not necessarily the distance between the wires, 
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but the actual distance that the current would have to pass 
through air in travelUng from one wire to the other, using also 
as a path any conducting structure that might lie within the 
shortest air path between the two. For instance, a Une sup- 
ported by suspension insulators hung from metalUc crossarms 
will have a distance of electrostatic separation between wires 
equal to twice the distance from the wire to the metaUic support 
of the topmost insulator section, if this length happens to be 
less than the actual distance between wires. 

This assumes, of course, that "flashover" will take place 
across the entire insulator string, rather than from disk to disk. 
If there is a conductor lying between the two wires, such as a 
steel tower, then the electrostatic distance of separation of the 
wires is equal to the sum of the distances from the two wires to 
the tower. 

It frequently is necessary to compute the limiting voltage 
between conductors and adjacent metalUc objects. The value 
of r to be used in such cases is that of the smallest radius for 
either charged body, whether it be that of the curvature of the 
wire or that of the portion of the metalUc object closest to 
the wire. Also, the fact that the radii of curvature may be 
in different planes makes no difference in the allowable voltage. 
For instance, if two wires were at right angles to each other, 
the corona and discharge would take place just as readily as if 
they were parallel, except that in the former case, the phenomena 
would be manifested only in the short lengths of the wires which 
lay in the crossing point, while in the latter, the effect would 
cover the entire length of the wires. 

The formation of corona and the discharge are always depend- 
ent on the electrostatic stresses near the surfaces of the wires, 
and, for a given voltage, these stresses are inverse functions of 
the radius. From the formula and the discussion it is obvious 
that for very high voltages, large diameter wires are required. 
The object of hjgh voltage is, however, to diminish the amount 
of metal required for the conductors. Hence, for a high voltage, 
large wires having a small cross-section of metal are require^, 
and this means a tubular conductor. 

It has been suggested that hemp-cored cables would be 
suitable for these conditions. They have been tried with copper 
as the conducting metal, but these cables have proven unsatis- 
factory due to mechanical failure which was caused by the actual 
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eating away of the copper strands. Although most engineers 
have abandoned this idea because of the troubles which developed, 
it is probable that the corrosion of the metal may be prevented 
and a successful cable be made with a hemp core. Some alumi- 
num cables with steel core have been used. These give a much 
larger radius for the same cost than do solid cables of either 
aluminum or copper, and, moreover, they have greater strength. 
The characteristics of these bimetalUc wires are set forth in 
Chap. IV. 

Surge Voltage. — ^If the self induction L, in henrys, of one wire 
of a line be known, and the capacity C, in farads, of one wire to 
neutral be known, either for the whole length of transmission, or 

for any unit length, the quantity, yj-p is called the natural im- 
pedance of the line. 
Combining constants, 

'§ = 1381ogf 

In which 

D = distance of separation of wires, in inches, 
r = radius of wire, in inches. 

The maximmn voltage which can be set up by surges is equal to 
the maximum value of the current multiplied by the natural 
impedance. 

The maximum value of the current wave is 1.41 J, where I 
is the effective amperes per line. 

Hence the maximum possible surge voltage is 

F.«ax = 194.6/ log ^ 

r 

In average practice, F«wa* = 200 to 250 times J. 

Table 19. — Sparking Distances 

In. clearance Arcing voltage 

3.375 66,000 

4.0 83,000 

5.0 104,000 

6.0 108,000 

7.0 109,000 

8.0 116,000 

9.0 125,000 

10.0 136,000 

11.0 146,000 

12.0 153,000 



284 ELECTRICAL EQUIPMENT AND TRANSMISSION 

Sparking Distances. — The actual distance across which an arc 
will spring, under varying conditions of voltage (maximum of 
wave), form of electrodes, and weather, has been experimentally 
determined by many investigators. The preceding table is 
useful, because the experiments were made on transmission 
wires, No. 000 B. & S. gauge cables, supported on standard 
insulators, on a 65-ft. steel tower. ^ 

Transposition of Lines. — ^Where two wires are parallel and 
carry alternating currents, the alternating magnetic flux set 
up by each wire will interlink with the adjacent wire and produce 
in it an alternating electromotive force. This induced electro- 
motive force adds itself, vectorially, to the impressed and other 
electromotive forces of the system, thereby producing a change 
in voltage in the particular wire subjected to the influence of 
the one adjacent and parallel to it. 

When the wires that interact on each other are conductors of 
the same circuit, the electromagnetically produced voltages are 
simply the self-induction of the line, and make up the reactance, 
denoted by X, in the transmission-hne formulae. If a three- 
phase circuit has its wires so arranged that they form the apexes 
of an equilateral triangle, as in A, Fig. 167, the interaction of 
the alternating magnetic flux is equally divided, and the voltage 
induced by it is the same for each wire. Hence, there is no 
voltage difference between any individual wire of the circuit 
and the other two, due to the induced electromotive forces, 
because each conductor is equally affected. 

K, however, the wires of a three-phase circuit are not equi- 
distant from each other, an unbalancing of the electromotive 
force between phases will result, because the wire furthest from 
the other two will be less affected by the alternating magnetic flux 
than the other two. 

If the three wires of a three-phase circuit are placed on the 
same crossarm, or in the same plane, either horizontal or vertical, 
the middle wire will, obviously, be more affected than will 
either of the outside ones. 

In order to compensate for these inequaUties of mutually 
induced electromotive force, it is necessary to transpose the 
relative locations of the wires, so that each wire, taken over its 
whole length, is affected to the same degree as each of the other 
two. No transposition of wires is necessary in the case of an 

^ Locke Insulator Laboratory. 
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equilaterally disposed three-phase circuit, for any purpose of 
balancing the circuit itself. It is, however, customary to trans- 
pose such circuits in order to avoid inductive eflfects on other 
circuits which may be run on the same poles, or on any nearby 
lines. This applies, more particularly, to telephone circuits 
that are near transmission Unes, and over which conversation 
is practically impossible, unless the wires of one or both circuits 
are transposed. 

Where two three-phase circuits are run on the same supports 
or near each other, one or both of the circuits must be trans- 
posed, in order to prevent unbalancing. 

The transposing of circuits is a simple, mechanical operation 
and may be done in a number of ways. The object to be at- 
tained is to make each wire occupy successive positions with 
respect to the other two, such that the total magnetic flux 
interlinked with the wire, taken over its whole length, is the 
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Fig. 158. — Transposition of three-phase circuits. 

same as the total flux interlinked with any other wire of the 
circuit. 

In the case of the three wires of a three-phase circuit, un- 
symmetrically spaced, or arranged in one plane, the transposition 
would be as shown in the upper circuit in Fig. 158. It is seen 
that wire No. 1 occupies, successively, a position on the upper 
side of the group for one-third the distance of transmission, a 
position on the lower side for one-third the distance, and a 
position in the middle for the same distance. Also, each of the 
other wires occupies two outside and one middle position, each 
for one-third the length of the Hne. 

Obviously, if there were six positions of the three wires, 
the length of wire in each position being one-sixth of the total 
length of the line, the same result would be accompUshed. The 
number of transpositions must be a multiple of the number of 
wires of a circuit and the distances between transposition points 
must be equal. 
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If Fig, 159 represent successive pole heads at transposition 
points, the numbering of the insulators shows the manner in 
which the wires are shifted in position. It is customary to give 
them a right-hand twist, or turn, of one-third of a complete 
rotation at each transposition point. Specially arranged pole 
or tower heads are necessary at transposition points, as de- 
scribed in Chap. VIII. 
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-Transposition of three-phase circuits. 



If two circuits be placed on the same poles, as indicated in 
Fig. 160, one of the circuits must have its wires transposed in 
order to avoid unbalancing. 

From the figure, it is clear that wires c of circuit No. 1, and 
d of circuit No. 2, are more affected by the magnetic flux of the 
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Fig. 160. — ^Two three-phase circuits on single pole. 

adjacent circuits than are any of the other lines; also, that wires 
a and / are least affected. If one of the circuits be transposed, 
however, any unbalancing due to the mutual induction of the 
two circuits is eUminated. If both circuits are transposed, one 
circuit must make three transpositions to each transposition of 
the other as indicated in Fig. 158. 
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Tablb 20. — ^Rbsistance and Wbioht of Goppeb Wibe and Cablb 

Temperature, 20*C. (68'*F.). 

Conductivity of hard drawn copper, 97.3 per cent, of the annealed copper standard. 

Increase of resistance of cables due to spiralling, 1 per cent. 



Copper Wire 



B. ft S. 
gauge 


Circular 
mils 


Diam- 
eter 
.(2.) 
inches 






Resistance, ohms per mile 


Weight, 




Direct 
current 


25 
cycles 


Increase, 
per cent. 


60 
cycles 


Increase, 
per cent. 


11- 

lb. per 

mue 


0000 


211,600 


0.4600 






0.2655 


0.2657 


0.08 


0.2667 


0.44 


3.380 


000 


167,800 


0.4096 






0.3348 


0.3350 


0.05 


0.3358 


0.27 


2.680 


00 


133.100 


0.3648 






0.4221 


0.4223 


0.03 


0.4229 


0.17 


2,130 





105,500 


0.3249 






0.5326 


0.5327 


0.02 


0.5331 


0.11 


1.680 


1 


83,690 


0.2893 






0.6714 


0.6714 


0.01 


0.6718 


0.07 


1.340 


2 


66.370 


0.2576 






0.8466 


0.8466 


0.01 


0.8469 


0.04 


1,060 


3 


52,630 


0.2294 






1.068 


1.068 


• • • • 


1.068 


0.03 


841 


4 


41,740 


0.2043 






1.346 


1.346 


■ ■ • • 


1.346 


0.02 


667 


5 


33.100 


0.1819 






1.697 


1.697 


• • . . 


1.698 


0.01 


529 


6 


26,250 


0.1620 






2.140 


2.140 


• • a • 


2.140 


0.01 


420 


7 


20,820 


0.1443 






2.699 


2.699 


• a ^ • 


2.699 


• • • a 


333 


8 


16,510 


0.1285 






3.403 


3.403 


• • • • 


3.403 


• « « • 


264 



Copper Cable 



B. ftS 


Gircular 


Diam- 
eter 


No. of 
wires 




Resistance, ohms 


per mile 




Weight, 












lb. per 
mue 


gauge 


mils 


.(2.) 
mchee 


as- 
sumed 


Direct 
current 


25 
cycles 


Increase, 
per cent. 


60 
cycles 


Increase, 
per cent. 




500.000 


0.8111 


19 


0.1135 


0.1140 


0.41 


0.1162 


2.34 


8,150 




450.000 


0.7695 


19 


0.1261 


0.1265 


0.33 


0.1285 


1.90 


7.340 




400,000 


0.7255 


19 


0.1419 


0.1422 


0.26 


0.1440 


1.50 


6.250 




350.00a 


0.6786 


19 


0.1621 


0.1625 


0.20 


0.1640 


1.16 


5.710 




300,000 


0.6211 


7 


0.1892 


0.1894 


0.15 


0.1908 


0.85 


4.890 




250.000 


0.5669 


7 


0.2270 


0.2272 


0.10 


0.2284 


0.60 


4,080 


0000 


211.600 


0.5216 


7 


0.2682 


0.2684 


0.07 


0.2693 


0.43 


3.450 


000 


167,800 


0.4645 


7 


0.3382 


0.3384 


0.05 


0.3391 


0.27 


2.735 


00 


133,100 


0.4137 


7 


0.4264 


0.4265 


0.03 


0.4271 


0.17 


2.170 





105,500 


0.3683 


7 


0.5379 


0.5380 


0.02 


0.5385 


0.11 


1,720 


1 


83,690 


0.3280 


7 


0.6781 


0.6782 


0.01 


0.6785 


0.07 


1.369 


2 


66,370 


0.2921 


7 


0.8550 


0.8551 


0.01 


0.8554 


0.04 


1.082 


3 


52,630 


0.2601 


7 


1.078 


1.078 


• • • • 


1.078 


0.03 


858 


[4 


41.740 


0.2317 


7 


1.360 


1.360 


• • • • 


1.360 


0.02 


680 
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Table 21. — Resistance and Weight of Aluminum Cable 

Temperature, 20*»C. (68*F.). 

Conduotivity of hard drawn aluminum, 60.86 per cent, of the annealed copper standard. 

Increase of resistance of cables due to spiralling, 1 per cent. 



Aluminum Cable 



B.&S. 


Circular 


Diam- 
eter 


No. of 

wires 




Resistance, ohms ] 


per mile 


• 


Weight, 












lb. per 
mile 


gauge 


yp^lff 


.(2rt 
inches 


as- 
sumed 


Direct 


25 


Increase, 


60 


Increase, 






current 


cycles 


per cent. 


cycles 


per cent. 






556,500 


0.8557 


19 


0.1630 


0.1634 


0.£0 


0.1649 


1.14 


2.703.0 




477,000 


0.7922 


19 


0.1902 


0.1905 


0.15 


0.1918 


0.84 


2,318.0 




397,500 


0.7232 


19 


0.2282 


0.2285 


0.10 


0.2296 


0.59 


1,927.0 




336.420 


0.6577 


7 


0.2697 


0.2699 


0.07 


6.2708 


0.42 


1,638.0 




266,800 


0.^57 


7 


0.3401 


0.3402 


0.05 


0.3410 


0.27 


1,297.0 


0000 


211,600 


0.5216 


7 


0.4288 


0.4289 


0.03 


0.4295 


0.17 


1.030.6 


000 


167,800 


0.4645 


7 


0.6407 


0.6407 


0.02 


0.5412 


0.10 


818.4 


00 


133,100 


0.4137 


7 


0.6816 


0.6817 


0.01 


0.6821 


0.07 


647.3 





105,500 


0.3683 


7 


0.8600 


0.8600 


0.01 


0.8603 


0.04 


513.2 


1 


83.690 


0.3280 


7 


1.084 


1.084 


• » • • 


1.084 


0.03 


406.6 


2 


66,370 


0.2921 


7 


1.367 


1.367 


• • • • 


1.367 


0.02 


323.1 


3 


52,630 


0.2601 


7 


1.724 


1.724 


• • • • 


1.724 


0.01 


256.1 


4 


41.740 


0.2317 


7 


2,174 


2.174 


• « • • 


2.174 


0.01 


203.3 



Temperature coefficient of aluminum at 20^C., att >■ 0.0039. 
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CHAPTER XI 

DEFLECTION AND MECHANICAL STRESSES IN 

TRANSMISSION LINES 

In the stringing of wires, or cables, on insulators, it is essential 
that they be pulled up with a tension that will give a certain and 
definite deflection, or "sag." Obviously, the sag will vary with 
changes in temperature, and, also, with any change in the loading, 
due to the addition of sleet, snow, ice, and wind loads. 

The sag should be as small as possible. In determining the 
allowable sag, it is necessary to consider the limits of the strength 
of the conductor, the loading it will be subjected to, and its 
minimum length at the lowest temperature assumed for the 
territory through which it passes. If the sag be great, the poles, 
or towers, which form supports for the line must be correspond- 
ingly high, in order that the required clearance between the 
ground and the lowest point in the line may be preserved. 
This means that the cost of the supporting structures must be 
increased with increase in the maximmn sag. Also, the greater 
the sag, the greater must be the distance of separation between 
the wires, which, in turn, requires that the crossarms be longer 
for a large sag than for a small deflection. 

If the sag be too great, it will be difficult to provide a single 
supporting structure which will ^ carry several wires without 
danger of an occasional contact between adjacent conductors. 
If, however, the sag be too small, the stresses in the wires may 
become so great that they will break, or, if the cables be strong 
enough to endanger the supports, added strength must be given 
them to prevent rupture when the wires are ice-loaded and at 
low temperature. 

Hence, it is clear that the determination of the allowable 
sag when the wires are erected, is most important. 

Also, the sag has a definite bearing on the spacing to be adopted 
for the supports. The height of all transmission-line structures 
is fixed by the necessity of keeping the lowest point' of the wires 
a predetermined distance above the ground. This is not for 
any scientific reason, but simply to protect the line from injury 

295 
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by short-circuiting caused by small wires, strings, sticks or 
other articles thrown over the wires, or accidental contacts from 
other causes. 

As will be shown, the sag increases with the square of the span 
for a given limiting stress in the wire. Hence, if ff is the height 
that the lowest point of the wire must be above the ground, 
the height of the support must he = H + il>L^y L being the 
length of span, and a coefficient which depends on the allow- 
able stress in the wires. 

From this relation, it is clear that the height of the supports 
must increase greatly with increase in the span. The cost of 
supporting structures increases much more rapidly than the 
first power of the increase *in height, the cost being nearly as 
the cube of the height. Hence, the cost of the supporting 
structures increases very rapidly with increase in the span. 

After the character of the supporting structure and the span 
have been decided on, the following conditions of defliBction, 
sag, side swing, tension in conductors and lengths of wire between 
spans must be determined. 

1. The deflection in the wire for a vertical loading of its own 
weight plus that of an ice coating (if any), together with a 
horizontal wind load. 

This is, usually, the most severe condition that the mechanical 
strength of the line will have to meet, and a line designed to 
withstand the stresses imposed by it will be amply strong for 
any other set of conditions that can possibly arise. If there is 
no ice load to be allowed for, then the condition of maximum 
stress occurs at the lowest temperature the wire will ever attain. 

2. Having found the deflection of the wires under the condition 
of maximum stress, the length of wire between supports must be 
computed. This length is greater than the unstressed length 
of the wire, due to the fact that there is an elongation produced 
by the stress in the wire. While it may appear that this is a 
mere academic factor and of no practical importance, it must be 
remembered that extremely small changes in the length of a 
wire will make appreciable changes in the deflection, and with 
the long spans that are in general use at the present time, the 
elongation due to the loading and within the elastic limit of the 
metal of which the conductor is made is considerable, amounting 
to as much as a foot in a 600-ft., span under severe conditions of 
loading. 
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3. After finding the length of wire (unstressed length) required 
for the most severe conditions of loading, the deflections for 
minimum and maximum temperatures must then be found. 
The calculation for minimum temperature may be omitted, if 
the condition for maximum loading be taken within 30°F. of 
the minimum temperature. The sag at the maximum tem- 
perature fixes the height of the supporting structures. 

4. The "swing," or side deflection is of no importance and need 
not be computed, except for the rare condition of the trans- 
mission wires passing near to a house, bridge or some other 
structure. In such cases, it is good practice to place the supports 
closer together than the standard^ line spacing adopted and, 
thereby, limit the "swing" and sag. 

The swing of suspension insulators is, however, important 
as it fixes the length of the crossarms required to give proper 
clearance between the wire and the pole, or tower. 

The assumption of the worst conditions to which a line will 
be subjected over a long term of years is dependent, of course, 
on the part of the world in which it is located and, therefore, 
must be settled for each particular case by the designer. In 
the United States, the following is considered good, average 
practice. 

From the 42d parallel of latitude, north to the Canadian 
boundary, take a loading of ice % in. in thickness, the tem- 
perature of the line being 10°F., and, coincident with this maxi- 
mum vertical loading, add a horizontal load, based on a wind 
pressure of 10 lb. per square foot. The minimum line tem- 
perature is taken as 25°F. below zero, or — 25**. Of course, 
the air temperature will fall below this assumed minimum, but 
the line temperature is higher than that of the surrounding air, 
due to the current flow, and consequent heat loss in the line. 
No wind pressure is assumed at the time of lowest temperature. 
The maximum temperature is taken at 110**F. This is for the 
wires exposed to the sun, and with current flow through them. 

For the section in the latitude between the 38th and 42d 
parallels, the ice loading may be taken at 3^ in. thick and coin- 
cident temperature 20°F., with a wind load of 10 lb. per square 
foot. Minimum temperature of line, zero. Maximum tem- 
perature, 120''F. 

For the section lying between the 34th and 38th parallels, 
take the ice load at 3^ in. thick and coincident temperature at 
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20**F., with a wind load of 10 lb. per square foot. Minimum 
temperatmre of wires 10** and maximum temperature 120°F. 

For those sections below the 34th parallel, the condition of 
maximum stress will be at the lowest line temperature, which 
should be taken at 15^F., with a coincident wind load of 101b. 
per square foot. No ice load. Maximum temperature, 140°F. 

Of course, these general conditions are subject to many 
modifications to conform to the climate of the particular locality 
in which the line may be constructed. For instance, the Pacific 
Coast climate is less rigorous and subject to smaller differences 
of temperatmre change than the climate on the Atlantic Coast, 
lying in the same latitude. Also, there are great differences 
between the conditions to which a line will be subject if built 
along a mountain range or in the lowlands. 

The climatic conditions also influence the maximum allowable 
voltage of the line due to the corona effect, and, also, the amount 
and character of the lightning protection required. 

Hence, the first data to obtain before designing a transmission 
line are complete weather reports for the district, extending over 
a long term of years. 

In the analytical discussions and formulae to be given, the 
following are the definitions of the symbols used. 

A = area of wire or cable (actual metal cross-section) in square 

inches. 
c = weight, of conductor, per foot length. 
D = deflection, of lowest point of wire from horizontal line 

drawn between the two supports, in feet. 
d = diameter of wire, in inches. 
F = tensile stress in wire, in pounds. 
/ = "stretch" or elongation of wire due to F, in feet. 
h = horizontal force due to wind pressure, in pounds, per 

foot length of conductor. 
i = weight of ice or snow on conductor, in pounds per foot 

length (see equation 135). 
L = span, or horizontal distance between two points of support, 

in feet. 
I = actual length of wire suspended between supports when 

stressed by forces acting on it, at some fixed tempera- 
ture, assumed as standard. 
Zo = actual length of wire between supports when not under 

stress due to load or horizontal forces. 
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lat = length of wire between supports at a given temperature 

when stressed. 
M = modulus of elasticity of the material of which the con- 
ductor is composed. 
S = sag, or vertical deflection of wire at lowest point, in feet. 
u = coefficient of linear expansion of conductor per degree F. 
V = total vertical force acting on conductor, in pounds per foot 
length. 
W =? total resultant force acting on conductor, in pounds per 

foot length. 
Z = side swing, or horizontal deflection of wire in feet at its 
lowest point, due to wind pressure. 

In the mathematical analysis of the sag, and corresponding 
stress under various conditions, it is customary to assume that 
the general form of the curve which the wires take is that of a 
parabola. As a matter of fact the curve is a catenary, but the 
difference between the catenary and the parabola is so small 
that actual conditions are fairly represented by the parabolic 
formulae. 

A second departure from the exact conditions is the use of 
approximate formulae, only, in the computations. The length 
of the parabolic curve from the apex to a point x, y, is repre- 
sented by the equation 

In practical computations and for y very great as compared with 

X, this reduces to V — y + 15—- To derive this, values of - to 
' ^ Sy y 

the fourth and higher powers are discarded as negligible. This 
simplifies the calculations, and is justified because the assump- 
tions as to wind pressures and ice loading, which are the start- 
ing points, are, themselves, the crudest of approximations, and 
only inexperienced engineers will attempt to laboriously apply 
rigorous mathematical methods to conditions that are funda- 
mentally inexact. 

The vertex of the parabola, formed by a suspended wire, is at 
its point of greatest deflection. This point is in the middle 
of the span when the supports, or insulators, are at the same 
height. Hence, the total length of the wire in the span is the 
sum of the two branches of a parabola which form the span. 
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Substituting ^ 'or Vt ^^^ ^ ^ ^r X, in the formula, the half 

length of the span becomes 

l^L 2D^ 

2 2 ■*' 



or 



l = L + 



3L 
2 

3L 



The wire will deflect vertically only; due to its weight and 
the weight of ice or snow on it, if any be present, unless there be 

an appreciable wind pressure to 
set up a imiformly distributed, 
horizontal force, in which case the 
wire will deflect downward and 
to one side as indicated in Fig. 
161. The total deflection is 2) = 
ob in the figure, and it is due to 
the resultant of the vertical and 
horizontal forces. If 9 be the 
• vertical force due to gravity, and 
h be the horizontal force due to 
wind pressure, the total resultant 

(122) 




a C 

Fig. 161. — Deflection of wires. 



force is y/v^ + A* = TF. 
The sag, S = ^. (123) This is 6C in the figure. 

The " swing, " Z = ^. (124) This is aC in the figure. 

When there is no horizontal force, h — o and W — v. 
so that S = D and Z = o. 

Equations for supports having same height. — 

WL^ 



D = 



8F 



8D' 



whence 



U = l- f.f = 

lAM 
'^~ AM + F 

l-l ^^ 



(125) 
(176) 



{l-f)F 
AM 



(127) 
(128) 
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Or, for unit cross-section and unit weight, per foot 

i = io + ^- (129) 

If the unstressed length of wire for some other temperature 
be required, as at a temperature ti, the length Zi at this tem- 
perature will be 

li = lo± lofiu (130) 

in which 

/3 = change of temperature in number of degrees F. 
u = coefficient of expansion per degree, F, 
Sign + i& used when temperature increases. 
Sign — is used when temperature decreases. 

In general, /3 = <o — <i for decrease in temperature, and 
ti — to for increase in temperature, when the values of h and to 
are both above or below zero. If one of the temperatures is 
above and the other below zero, then p = ti + to» 

If the sag, or deflection, and stress for this same length of 
wire at some other temperature, <i, is required, a formula is de- 
rived from which they may be computed.^ It is, however, so 
complex and involved, that a trial and error method is simpler, 
easier and, therefore, preferable. 

Take the imstressed length of wire, Zo, at the first temperature. 
Find the change in the unstressed length due to the change in 
temperature, calling the unstressed length at the new tempera- 
ture Zi. Assume a new value for Fi and compute the stressed 
length of the wire and the deflection, Di. Having the value of 
Di, compute the actual stress in the wire. 

If this finally computed value of F is approximately the same 
as the assumed value Fi, the assumption is correct. If it differs 
appreciably from Fi, the difference will indicate, very closely, what 
Fi should be. A second assumption of Fi must then be made, 
and the quantities again computed. By one or two trials the 
actual values of F and D may be found. 

* Formula is 

opcrrs or. ' ^T 

G - ^K, p - ^(KaM -L), K ^,[1 -u(h-lo)] 

a, M, L, Da, W, t, and (o aa before given. 
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If Di be the new value of the deflection at a different tem- 
perature and loading, 

8Di* 



Ii = L + ^'^ (131) 



and 



D.-J^ 



~ ^^^ (132) 



Also, 



8 

WL* 
F, - ^- (133) 

After computing the value of Fi from formula 133, and using 
the value of Di obtained from the assumption of a preliminary- 
value of Fi, the result will be very close to the actual value 
of F. By taking the value so found as the assumed value of Fi 
for the second trial, and recomputing, the value found the second 
time will be the true value of F, or so close to it that there will 
be no necessity for a third repetition of the process. For exact 
results, the computations have to be repeated until the calculated 
value of jF is exactly the same as the previously assumed value. 
Great accuracy is unnecessary, however, as F and D finally de- 
pend on the tension exerted when the workmen string the wires. 
The inaccuracies of laborers, the friction of the cables in the 
insulator grooves (in the case of pin-type insulators), the tem- 
perature variations that may occur between thermometer 
readings by the erecting foreman, and other causes present in 
practical construction, make it commercially impossible to get 
the actual values of F and D closer to the theoretical design than 
about 3 per cent. Hence, if values of F, as computed, are 
within 3 per cent, of the preliminary assumed values, the results 
are as accurate as can be expected to obtain in the line itself. Of 
course, the stress in the wire must never exceed that which will 
elongate the metal beyond its elastic limit. 

For computation of the weight of ice on wires 

f = 1.24 a (d + a ) in pounds per foot length (135). 

d = diameter of wire, in inches. 

a = thickness of layer of ice, in inches. 

The following table gives the physical constants necessary 
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for use in computing sag and stresses, for copper, aluminum and 
steel. 

Table 25. — ^Physical Constants of Wires and Cables^ 



Name of oonstantB 



Copper 



Aluminum 



Steel 



Tensile strength, pounds per 

square inch 

Elastic limit, pounds per square 

inch 

Modulus of elasticity, pounds per 

square inch 

Coefficient linear expansion per 

degree F. = w 

Weight per foot, 1,000,000 cir. mils. 



60,000 
to 65,000 

30,000 
to 35,000 

12X10* 
to 16X10* 

9.6XlO-« 
3.09 lb. 



25,000 
to 5Q,000 

11,000 
to 14,000 . 

8X10« 
to 10X10* 

12.8X10 -« 
0.92 lb. 



80,000 
to 100,000 

35,000 
to 50,000 

22X10« 
to 28X10« 

6.6XlO-« 
2.67 lb. 



The higher values of the modulus of elasticity are for solid 
wires, the lower for cables. 

As an example, to illustrate the method of making the com- 
putations, consider a line having the following characteristics. 

L = span = 600 ft. 
Wire, aluminum; size, 0000 B. & S. gauge. 
c = weight per foot = 0.195 lb. 
d = diameter = 0.52 in. 
Maximum allowable stress = 14,000 lb. per square inch. 

A = area of cross-section of wire (net) = 0.1662 sq. in. 
Fnu^» = 0.1662 X 14,000 = 2330 lb. 

Assume ice loading to be J^ in. thick at temperature = 10°F. 
i = weight of ice, per foot = 1.24 X 0.5 (0.52 + 0.5) = 0.632 lb. 
per foot. 

Take wind pressure = 10 lb. per square foot. (The wind 
pressure acting against a cylindrical surface is approximately 
two-thirds that which the same wind velocity would produce 
acting against a flat surface having an equal area. The formula 
for wind pressure against a wire, in pounds per foot length, is 

P = 0.00022 F^d. V being the velocity in miles per hour.) 

Projected area of 1 ft. length of wire = — — — = ~- = 0.1251 

sq. ft. 

^ For constants of bi-metallic wires, see p. 163. 
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h = horizontal force = 0.1251 X 10 = 1.251 lb. per foot 

length. 
9 = vertical force = i + c = 0.632 + 0.195 = 0.827 lb. per 

foot length. 

W = total force = Vv^~+h^ = \/(0.827)« + (1.251)* == 1-5 
' lb. per foot length. 
1.5X(600)^ _ . 

^ " 8 X 2330 " ''^•^^ "• 
S = 28^43X0:827 ^ ^^^^ ^^ 

1.0 

Z = if^ X 28.43 = 23.7 ft. 
1.5 

I = length of wire = 600 + ^^^^ = 603.587 ft. at 
temperature of 10°F (formula 131). 

Take JIf as a little below the mean value of extremes given in 
table 25, or as 8 X 10«. 

The unstressed length of wire is, from equation (127) 

7 _ 603.587 X 0.1662 X 8 X 10^ _ ^^^ .«. .. 
*' ■" 0.1662 X 8 X 10« + 2330 ~ ^"^-^^^ ^^• 

That is, the unstressed length of the wire at 10°F. is, actually, 
602.531 ft., while in its elongated or "stretched" condition it is 
603.587 ft. The amount of elongation, due to load stress is, 
therefore, 1.056 ft. 

Take next the condition of minimum temperature, equal to 
20°F. below zero. 

Then the unstressed length of the wire changes to 

h = 602.531 - 602.531 X 12.8 X 10-« X [10 - (-20)]. 

Reduction in length, due to lowering of temperature 30®, is 

602.531 X 0.000384 = 0.231 ft. 

Hence, at -20''F.,Z, = 602.531 - 0.231 = 602.3 ft. 
Assume as a trial value, Fi = 273 lb. 

Then elongation due to stress = » v^ in« v^ n ir>go = 0.1235 ft. 

8 X 10' X 0.1662 

Hence, total length of stressed wire at new load and temperature is 

lat = 602.3 + 0.1236 = 602.4236 ft. 
and by formula 132. 



Z),=^ 



(6 02.4236 - 600) X 3 X 600 __ „_ ,^ 

^ = Zo,oD It. 
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Using this value of Z>i, the stress would be 

0.195 X (600)* 



Fi = 



8 X 23.35 



= 375 lb. (approximately). 



Recompute as before, using this value for F, 
Elongation of wire due to 375-lb. stress = 



602.3X375 
8 X 10* X 0.1662 



= 0.17 ft. 



Hence total length of wire for new value of F = 602.3 + 0.17 = 
602.47. 



D-4 



(602.47 - 600) X 3 X 600 

8 



= 23.57 ft. 



Using this value of D and solving for the stress 

_ 0.195X(6 00)« 
^ - 8 X 23.57^ ^^^ "^- 

This is within 3 lb., or 1 per cent., of the last assumed value 
and no further computation is necessary. The exact value of 
F by repeated computation, is 372.6 lb. 

By taking various temperatures and assuming that there is 
neither ice, nor wind load, a table is coniputed as follows: 

Basis — Maximum loading at 10°F. taken as 3^ in. ice coating 
and wind pressure of 10 lb. per square foot. All other values for 
loading due to weight of wire only. 



Table 26. — Sag, Tension and Length of 


OOOO Aluminum Cable for 




600-Foot Span 




Temperature, 
Fahrenheit 


Length of cable, feet 


F 

Tensile stress in 

cable, pounds 


D 


/• = Unstressed 


I » Stressed 


Sag, feet 


20 


602.6084 


602.7716 


351 


24.99 


30 


602.6855 


602.8346 


347 


25.25 


40 


602.7626 


602.9110 


343 


25.59 


50 


602.8397 


602.9869 


338 


25.92 


60 


602.9168 


603.0685 


334 


26.26 


70 


602.9939 


603.1429 


330 


26.59 


80 


603.0710 


603.2160 


326 


26.90 


90 


603 . 1481 


603.2393 


322 


27.22 


100 


603.2253 


603 . 3700 


318 


27.54 


110 


603.3023 


603.4470 


315 


27.86 



20 
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With this table, based on the conditions assumed, the erecting 
gang can pull the cable to the proper degree of tension, and 
give the corresponding sag, for any temperature of the sur- 
rounding air. No transmission line can be properly erected with- 
out the use of a spring balance to measure the tension on the wire 
before tying it in place, and a thermometer to determine just 
how great the tension should be. Measuring by deflection, or 
sag, is inaccurate and unsatisfactory. 

For erecting purposes, a table, similar to that just preceding, 
must be prepared, always starting with the condition of maxi- 
mum stress to fix the length of wire between supports. 

It is to be noted that for cables of a given material, with a 
fixed stress per square inch, the sag and length of wire between 
spans will be the same for all sizes of cable. Hence, a table for 
one size of cable is easily transposed to values for some other 
size by merely multipljdng the values of F in the first table by 
the ratio of the cross-section of the second cable to the first. 
For instance, if a table of values of F for No. B. & S. cable at 
various temperatures be desired, and a table be available for 

No. 0000, of the same metal, the values in the second table, 

105 625 
multiplied by o i i ana y ^^ ^'^» ^^ ^^® ^^® corresponding values 

of F for the No. cable. 

This, however, applies only to tables in which the maximum 
stresses are based on no ice load. If the highest stress and corre- 
sponding deflection are based on simultaneous ice and wind loads, 
^e relation between all sizes of cable no longer holds. This is 
obvious from the fact that part of the load varies as the square 
of the diameter of the wire, and part as its first power. In such 
cases, the unit stresses can not be used for general appUcation to 
all sizes of wires, but each size must be individually computed. 
At the end of this chapter are tables giving the values of the 
horizontal forces, A, and the vertical forces, r, and the resultant 
force W = VA^ + v^ for various sizes of cables of aluminum, 
copper and steel, unloaded, and for various ice loadings. 

If the sag for a given cable under certain assumed conditions 
for one length of span, be known, the sag for any other span will 
be 

Si = S (^y (136) 

in which 
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Si — sag for new length of span. 

Li = length of new span. 

S = known sag for span of length, L. 

Formula for Supports of Unequal Height.— The foregoing dis- 
cussion and formulsB, apply only to conditions where insulators 
on the poles, or towers, have substantially the same elevation. 
Where the two supports, between which the span of cable is 
stretched, are at different elevations, the formulsB must be 
modified to cover this condition. 




Fig. 162. — Deflection of^wires on supports'of unequal height. 



Consider Fig. 162, where the support B is higher than A. 
The vertical curve the wire will assume is indicated in the figure. 
The lowest point of the line is nearer to A than to B. 

Let 6 represent the difference in elevation of the two points of 

support, in feet. 
^1 = vertical deflection, or sag, below the elevation of the lower 

support, in feet. 

U = length of wire in the span. 

b = distance of lowest point in the Une from the lower support. 

Then 

^^ (137) 



F = 



8S' 



and 



s^-s(i-^) 



(138) 



S being the value of the sag for supports of equal height with 
same span. 



(139) 
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D being the value of the total deflection under the same set of 
conditions, for the wire strung between two supports of equal 
height. 

Sag and Stresses for Suspension Insulator Lines. — The fore- 
going analyses and f ormulse are for fixed and rigid line supports — 
that is, the span L is practically constant under all conditions 
of stress up to the limit of rupture of insulators or crossarms. 

With suspension insulators, any difference in stress between 
adjacent spans is compensated for by a movement of the insulator 
group in one direction or the other, thereby varjdng the actual 
length of span of the two adjacent sections of cable. 




Li-L + Ps-pi Lt'L-iPs + Pt) 
Ice Loaded Span 

Fig. 163. — Movement of suspension insulators and differences in sag of 

unequally loaded spans. 

This condition is more favorable to the preservation of the 
line and prevention of failure than that which obtains with 
rigid supports. It, however, has the objection that the sway, or 
"swing," of the Unes is considerably greater than when placed 
on pin-supported insulators, and the sag, for one or two sections, 
may become excessive under certain differences of loading, as will 
be set forth later. 

Consider Fig. 163. If the Une has been ice loaded, the spans 
do not clear themselves of the ice at the same time, but some 
spans will become cleared while others are loaded. If one line 
be located above another, either in the same vertical plane or in 
separate vertical planes, very near each other, the clearances 
between the two lines may be greatly reduced, and, in extreme 
cases, the two lines may come in contact with each other. 

Assume in the figure that span No. 1 of the upper line, and 
No. 4 of the lower line are unloaded, while spans 2 and 3 are ice 
loaded. The suspension insulator group of the upper line will 
swing toward the right, reducing the sag of span No. 1 and 
increasing that of span No. 2. On the lower Une, span No. 3 
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will have an excessive sag, while span No. 4 will be pulled up 
tightly and will have less than the normal sag. This set of con- 
ditions makes spans No. 2 and No. 4 approach each other, 
diminishing the clearance between them. Hence, it becomes 
necessary to compute the sags in the different sections of a line 
hung from suspension insulators when partly ice loaded and 
partly unloaded. 

Referring to Fig. 163, the normal length of each span is 
equal to L,* as shown. This length of span is changed by the 
deflection of the insulator group, due to the loading on span 
No. 2, so that the length of span of No. 1, or Li = L + p, and 
the length of span No. 2, orL2 = i — p, p being the algebraic sum 
of the horizontal distances of the deflection of the lower end of the 
insulator groups. Since the respective weights, per foot, of the 
two spans of wire are known, the deflection of each span may be 
easily computed if p and F are known. The algebraic solution 
for the value of p, however, results in an equation of the fourth 
degree, and the formula is too long and complex for practical 
use. Instead, an approximate formula is given herewith which 
is based on rejecting all quantities having values near unity and 
with exponents greater than 2. 

This approximate formula is used to fix a preliminary value of 
p for a trial and error computation, and, as will be presently 
shown, the results obtained by its use are very close to the exact 
value so that seldom is a second computation necessary. Any 
assumption of ice loading and of coincident temperature, are as- 
sumptions only, and the expenditure of time and mental effort 
to make exact computations based on such an inexact founda- 
tion, is clearly unwarranted. All that can be done, in any case, 
is to approximate a final extreme condition of sag and stress, 
with a reasonable factor of safety to cover the errors arising 
from the human inabiUty to predict the actual, maximum con- 
ditions of stress and loading that the line will be subjected to. 

The approximate formula for the value of p is 

in which 

L = normal span, in feet. 

lat = stressed length of cable in the normal span at the 
assumed temperature. 
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= — ;wi and W2 being, respectively, the weights per 

Wi 

foot length of the cables in span No. 1 and adjacent 
span No. 2, including ice loading. 

The tension in the cable in each span is practically the same, 
that is, Fi = F2. In reaUty, Fi = F2 — fc, in which k is the 
horizontal force necessary to deflect the insulator group, but this 
force is usually negligible. 

li E = weight of group, Q = its length, and k = horizontal 
force applied at the lower end of the insulator group: 

Since insulator groups weigh around 60 lb. the value of k 
for values of p, up to 0.4Q (i.e., deflection = 0.4 length of insulator 
string) is 

60 0.4Q 30 X 0.4Q 



2 . VQ^ - 0.16Q2 \/0.984Q2 



= 12. 12 lb. 



which is negligible compared with the stresses in the cables pro- 
duced by sag and loading. 

To find the value of ?««> it is necessary to make a preliminary 
assumption of the value of Fi in order to determine the elon- 
gation of the cable. Following is the procedure to determine 
the sags and stresses. 

Assume the stresses in the wires to be, approximately, half 
the maximum stress allowed under the worst conditions. On 
this assumption, find the length of wire (stressed) in a span 
from the formula 

lat = lo + loUP + ^-^' (143) 

(See formulae 128 and 130.) 

Next, compute the movement of the insulator toward the 
more heavily loaded span, from formula 141 for the value of p, 

^ Derivation of This Formula is as Follows. — Refer to Fig. 164. If group 
is swung to the left a distance = p, the horizontal force k = weight of 
group acting through its center of gravity at (?, and having a displacement 

toward the left = f * ^ = — 9 — > ^ being the angle the axis of the insulator 

string makes with the vertical. From the figure it is clear that tan $ ■■ 

.^ Hence, k = ^ , -^ — =. 
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Then the span for the ice-loaded section will be L t- p, while 
the span for the unloaded section will he L + p. 

With these values of Fi and p, compute the stress in both the 
loaded and unloaded sections, i.e., Fi and F2, in the manner 
previously indicated (see formula 133). If the two stresses 
thus computed are approximately equal — say within 5 per cent, 
of each other — ^the values assumed are both correct. If the 
stresses diflfer considerably, add the values of Fi and F2 as found 
and take half this sum as the nearer value of F. Then compute 
a new value of ht and change slightly the value of p, making it 
greater if the stress in the loaded span exceeds that in the un- 
loaded one. 

After making the new assumptions, recompute the values of 
Fi and F2 as before. Proceed in this manner until the values of 
Fi and F2 are within 5 per cent, of each other. Then, using the 
values of Li = L — p, in formula (132), calculate the sag of the 
loaded wire. The result will be close enough to the actual value 
for all practical purposes. 

It is to be noted that extremely small changes in the value of 
p will make comparatively great changes in the values of F. 
Also, whenever p begins to exceed 0.4 Q, the weight of the insul- 
ator group becomes a factor and the stresses in the two spans are 
not approximately equal, Q being the length in feet of the insul- 
ator group, measured from the point of suspension to the cable. 

As an example, consider a 0000 B. & S. gauge, aluminum 
cable, hung from suspension insulators, with a normal span of 
600 ft. This condition is chosen because a line having these 
constants has become famiUar from preceding examples. 

It was found that the unstressed length of wire, in a 600-ft. 
span, at — 20°F. (based on ice and wind load as maximum condi- 
tions of stress) was 602.3 ft. Call this Jo. 

For the condition of melting ice on wires, the temperature 
should be taken at 34°F. Note that the temperature of the wire 
is higher than that of the ice that surrounds it, due to energy 
liberated from surface of the wire in the form of heat. 

The maximum stress in the wire was found to be 2330 lb., or 
14,000 lb. per square inch (see previous example) . Taking less than 
half of this, the trial value assumed forFis 6000 lb. per square inch. 

Then 

loF 



lat = k + UuP + 



M 
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.u = 12.8 X 10-* ^ = 20 + 34 » 54. 

Hence 

L = 602.3 + 602.3 X 12.8 X lO"* X 54 + ^^^^^ 

« 603.1735 ft. 
Wi == 0.195 lb. per foot. Ws = 0.823 lb. per foot. 



»* = ^=. 0^ = 4.22 
tPi ^ 0.195 



600 /(4.22)» - t 



V = (603.1735 - 600) 60^735 (^4:22^) = '•'' ^'^ 
Then the distance between supports of the unloaded span, is 

Li = 600 + 2.82 = 602.82 ft. 
and the distance between supports of the loaded span, is 

Lj = 600 - 2.82 = 597.18 ft. 
Taking first the imloaded span, from formula 132 



D, = ^ 



(603.1735 - 602.82) - ^ ^^'^^ = 8.94 ft. 



From formula 133 

_ 0.195 X (602.82)* _ 

^' 8 X"8.9r~ = ^^•^^' ^^- 

Fi 991 
Unit stress — ~r ^ r^ ^ac^o = 5962 lb. per square inch. 

(0.1662 is the area of a No. 0000 cable, in square inches.) 
This value of Fi is so near that assumed, that the value of 2«i 
may be accepted as correct. 
For the loaded span, 



^. = V 



(603.1735 - 597.18) ?-><_^ZJ§ = 35,63 ft. 



and 

0.823^X (597^28)* 
8 X 36.63 



p^ = Y:2f-^^_y'-'^'- = 1001 lb. 



Stress per square inch = ^ ^^>^^ = 6023 lb. 

This value is so near that found for Fi that the deflection of the 
ice-loaded side may be taken as 36.63 ft. under the assumed 
loading and temperature. 

Clearly, if the several spans have a minimum sag of about 
23.5 ft., the spans No. 2 and 4 have approached closer than 
normal by (23.5 - 8.94) + (36.63 - 23.5) = 27.69 ft., or the 
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horizontal planes, through the lowest points of the cables, are 
27.69 ft. closer together than they normally are. 

Clearance Between Line and Ground. — With a knowledge of 
the maximum sag in the wires and the location of the lowest 
points of the deflection curve, the heights of the poles or towers 
can be fixed. These must have a height such that the lowest 
points on the line between supports will clear the ground, 
by a predetermined amount. 

Just what these clearances should be is subject to the views 
of the designer, and they vary also with the character of the 
locality through which the Hne runs, and that of the hne itself. 

For the usual high-tension hne, the 
minimum clearance should be 20 ft., 
and 35 ft. over roadways. Where the 
line passes over structures of any kind 
a clearance of 15 to 18 ft. should be 
allowed. 

Side Swing of Suspension Insula- 
tors. — In any system of horizontal and 
vertical forces, such as indicated in 
Fig. 164, the position which a body (?, 
free to oscillate about a pivot 0, will 
take will be such that the tangent of 

the angle 6 will equal t- 

In a transmission line, if v and h are, 
respectively, the vertical and horizontal forces, either per foot 

length, or total over a whole span, tan ^ = r» and the deflection, 

Pif = Q sin dj Q being the length of the insulator group from 
the cable to the point of support. 

Where the spans are carried on supports of unequal height, and 
the spans are of unequal length, these formulae must be modified. 

Referring to Fig. 165, 1, 2, and 3 are three supports carrying 
suspension insulators, and between them are strung spans a 
and b. The portion of each span supported by insulator No. 2 
is that part lying between the lowest point of the wire and the 
insulator, and the total length of wire supported by the insulator 
is that length included between the two lowest portions of the 




Fig. 164.— "Swing", of sus- 
pension insulators. 
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adjacent spans, marked di and di in the figure, their sum 
being n. Hence, the vertical force due to gravity is !;(di + di), 
in which v = weight per foot of the wire plus ice load, if any. 




FiQ. 165. — ^Loading of suspension insulators. 

The wind pressure acts, however, uniformly, over the whole 
length of the two spans, so that the total horizontal force is 

A (s + o) ^ which a and b are the lengths, respectively, of spans 

a and b. 



Placing 2 + 2 "^ ^^ 



the general formula, for the side deflec- 
tion of suspension insulators becomes, 

v(di + d2) 
by 



tan 6 = 



e+i) 



vn 
hm 



(145) 



and 



(146) 



V\ = Q sin B. 

The weight of the insulator is not included in these formulae, 
being negligible in practice. 

The total side swing of the wires is equal to the side swing 
as computed for rigid insulators, plus pi. 

Method of Locating Supports. — The positions of the poles, or 
towers, for a transmission Une can be most conveniently and accu- 
rately determined by means of a template, which is moved along 
the profile map of the route of the line, from point to point, and 
the necessary locations fixed graphically. 

Cut out of a piece of celluloid, a template shaped like the figure 
ABCXDf the curve BCX being that of the cable when under its 

maximum deflection (see Fig. 166). The form of this curve is 

/4S\ 
determined by the equation Y = ly-j X^ in which S = maximum 
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sag at the middle point, in feet. Trace on the celluloid two other 
curves exactly similar to the first one. The uppermost curve, 
EFGy is located above the lowermost curve a distance such that a 
vertical drawn from one curve to the other represents, to scale, 
the height of the support above the ground. The intermediate 
curve, KLN, is located below curve EFG a distance such that the 
length of a vertical drawn from one curve to the other represents, 
to scale, the minimum allowable clearance between the ground 
and the line. Draw also the vertical axis YY, Obviously, 
the scale to which these curves are plotted is the same as that to 
which the profile of the line is drawn. 



E aoo 



Distance between 
400 000 



Sapporta 
800 1000 1200 



1400 




Fia. 166. — Template for locating transmission-line supports. 

To use this template, place it over the profile with the axis 
YY vertical, and the intermediate curve, KLN, tangent to the 
hne of the profile. Then, the intersection of the lowermost 
curve BCX with the line of the profile will be the proper location 
for the line supports. This condition is true for any profile, 
straight or sloping if FF be kept always vertical. 

Starting at one end of the Une, the first pair of supports is 
fixed; the template moved along so that one of the intersections 
of the bottom curve with the profile coincides with one of the 
previously located supports; the position of the third support 
fixed, and so on over the length of the profile. 

A good heavy piece of tracing cloth, with all three of the curves 
traced on it, may be used instead of celluloid, and the locations 
marked with needle point punctures made through the cloth and 
the profile paper. 
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CHAPTER XII 

LINE PROTECTION AND ACCESSORIES 

Excessive potentials may be set up between the different 
wires of a transmission line, or between the wires and the earth, 
which may be suflBlciently great to cause discharges over the 
insulators, shattering them, or the discharges may pass through 
the transformers and other apparatus, burning them and causing 
a shutdown of the plant. These destructive potentials may be 
produced either by the electromotive forces generated in the 
system itself, or by external electrical phenomena,, such as 
charges from clouds, Ughtning discharge, and the like. 

Obviously, the way to prevent the injurious effects of these 
excessive potentials is to provide paths between the wires, and 
from wires to groimd, which are normally open and over which 
normal voltage can not cause current flow, but which higher and 
dangerous pressures will follow, and allow an equalization of these 
higher potential differences. Also, the flow through this path 
must be limited to excessive pressures only, and the instant 
they are neutralized, current flow must cease. 

Devices which perform these functions are termed "light- 
ning arresters," although only a small percentage of the dis- 
charges through them may proceed directly from lightning. 

A second method of protecting the lines from high potentials 
between the wires and the ground is to keep the wires at or 
near the potential of the ground, by means of "ground wires," 
later to be described. 

Practically all lightning arresters are made up of circuits 
between the wires and from the wires to the earth, these circuits 
being interrupted by gaps or openings, which are so adjusted 
that the normal line voltage can not jump across the gaps, and, 
under ordinary conditions of operation, there is no connection 
between the wires, nor from the earth to the wires. Abnormally 
high-potential differences across any of the gaps will cause the 
current to jiunp across them, thus producing an equaUzation 
of potential between the parts across which the high pressure 

318 
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was set up. Since an arc, once started between two electrodes, 
may be maintained by a much lower pressure than that which 
caused the current to jump the gap, the line would be prac- 
tically short-circuited after fornaation of the arc unless some 
automatic and instantaneous means be provided for extinguishing 
it, and stopping current flow across the gap. 

Another essential feature is the means to compel any dangerous, 
suddenly produced pressures to follow the path across the gaps, 
and not to pass through the switches and transformers and jump 
to earth through the windings of the translating devices, or to 
jump from a wire to an insulator pin, thus shattering the 
insulator. 

With these considerations it now becomes easy to under- 
stand the design of protective devices and the way in which 
they act under abnormal electrical stresses. 

Horn-gap An^ester. — The earliest and perhaps most widely 
used protector is the ''horn" arrester, in one of its many 
forms. 

Figure 167 is a diagram illustrating the general character of 
this arrester. 

The two metallic pieces C, D are 
.bent in the form shown, and placed 
adjacent to each other, with a dist- 
ance of separation, equal to d, at 
the lowest point. These pieces may 
have any cross-section, but are usually 

round, the diameter being about 0.32 to Line wire 1]fi 

in. (000 B. & S. gauge). As shown, TooLnd 

the two portions gradually bend away Fig. 167.— Horn gap. 
from each other, until their distance 

apart at the top is many times greater than at the bottom. One 
piece is connected to one wire A , the other to the other wire B. An 
excessive pressure ^between the wires will cause current to jump 
across the gap at the narrowest point, the gap being adjusted so 
that, at some predetermined voltage, current can leap across it. 
Immediately, an arc is struck across the gap, but the arc in- 
stantly begins to rise, travelling upward between the two horns 
and thereby becomes longer and longer as the distance apart of 
the horns increases. A length of arc is soon reached which the 
normal voltage can not maintain, the arc dies out and current 
flow ceases. 
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This ia the general theory of the hom-gap arrester. In 
practice, other corrective devices must be added to it to insure 




Railaay arid Indutlrial Biteinetrina Co. 

Fio. 168. — Horn-gap lighting arrester and choke coil. 



Fig. 169. — Hom-gap lighting arrester with choke coil. 

its operation in time of need, and to definitely atop current flow 
immediately after discharge. The real difficulty with the 
horn-gap arrester is that if the gap be made short enough to 
give proper protection to the line, the arrangement is unstable. 
The gap is frequently jumped by the current and the arc 18 not 
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extinguished quickly enough to prevent surges and interference 
with the operation of synchronous apparatus. 

Also, the arc may be suiBBiciently great, and persist so long, 
that the arrester itself is burned up, and the Hne left without 
protection. Hence, the necessity for auxiliary devices in con- 
nection with the horn gap. 

Resistances of various kinds have been used in series with the 
horn connected to the ground. Figs. 168 and 169 show two 
horn arresters with one side of the horn formed into a triangular 
choke coil, and a resistance in the two tubes carried on the middle 
insulator. A second gap (on the right of the main gap in Fig. 
168) is to take heavy surges which will jump across both gaps, in 
series, but the arc in the second gap will be extinguished by reason 
of its being shunted by the resistance, as explained in the dis- 
cussion of "Multigap" arresters. 

Electrolytic Arrester, — ^The most successful variant of the 
horn-type arrester is the so-called "electrolytic" or "aluminum" 
arrester. 

Aluminum plates immersed in certain alkaline electrolytes — 
such as solutions of ammonium phosphate, sodium salts and 
the like, — ^and used as electrodes, have the peculiar property, 
that they set up a high resistance to the passage of electric current 
through the electrolyte when the plates are connected as anodes; 
that is, they resist the flow of current from plate to electrolyte. 

The most important characteristic of the aluminum cell is 
its critical voltage, which depends upon the film of aluminum 
hydroxide formed on the surface of the aluminum plates. Up 
to a certain voltage the cell allows an exceedingly low current to 
flow, but at a higher voltage the current flow is limited only 
by the internal resistance of the cell, which is very low. A close 
analogy to this action is foimd in the well-known safety valve 
of the steam boiler, by which the steam is confined until the 
pressure rises above a given value, when it is released. 

On the aluminum plates there are myriads of minute safety 
valves, so that, if the electric pressure rises above the critical 
voltage, the discharge takes place equally over the entire surface. 
It is important to distinguish between the valve action of this 
hydroxide film and the break-down of any dielectric substance 
such as mica, for example. The internal action of the cell 
closely resembles that of a storage battery on direct current, in 

21 
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which, up to about 2 volts per cell impressed, the storage battery 
gives an equal coimter e.m.f. but above this value, the current 
that flows is limited only by the internal resistance of the cell. 

The volt-ampere characteristics of an aluminum cell on alter- 
nating current, are shown in Fig. 170. The permanent critical 
voltage is between 335 and 360 volts. 

When a cell is connected permanently to the circuit, two condi- 
tions of voltage are involved which may be distinguished as the 
temporary critical voltage, and the permanent critical voltage. 
For example, if the cell has 300 volts applied to it constantly, 
and the voltage is suddenly increased to, say, 325 volts, there 
will be a considerable rush of current until the film thickness has 
been increased to withstand the extra 25 volts; this usuaUy 
requires several seconds. In this case 325 volts is the temporary 
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Fig. 170. — Volt-ampere characteristic curve of an aluminum cell on alter- 
nating current. 

critical value of the cell. Similar action will occur at any poten- 
tial up to about the permanent critical voltage, or the voltage 
at which the film can not further thicken and therefore allows 
a free flow of ciurent. 

If the voltage is again reduced to 300 the excess thickness of 
film will be gradually dissolved, and if it varies periodically 
between two values, each of which is less than the permanent 
critical value, the temporary critical voltage will be the higher 
value. 

The number of cells for a circuit is so chosen that the maximum 
generator voltage per cell will be approximately 300 volts, or 
always less than the permanent critical voltage. 

Another characteristic of the aluminum cell is the dissolution 
of a part of the film when the plates stand in the electrolyte and 
the cell is disconnected from the circuit. The film is composed 
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of two parts; one part is hard and insoluble, and apparently acts 
as a skeleton to hold J^lie more soluble part. The action of the 
cell seems to indicate that the soluble part of the film is composed 
of gases in a liquid form. When a cell which has stood for some 
time disconnected, is re-connected to the circuit, there is a momen- 
tary rush of current which re-forms the part of the film which 
has dissolved. This current rush will have increasing values as 
the intervals of rest of the cell are made greater. If the cell has 
stood disconnected from the circuit for some time, especially in a 
warm climate, there is a possibility that the initial current rush 
will be sufficient to open the circuit breakers or oil switches. The 
current rush also raises the tempera- 
ture of the cell, and if the tempera- 
ture rise is great, it is injurious. 
When the cells are disconnected not 
longer than a day, however, the 
film dissolution and initial current 
rush are negligible. 

The form of the arrester varies 
according to the voltage. The 
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principal differences lie in the construction of the series horn gaps 
and in the grouping and spacing of the cells. 

The cells consist of a series of concentric inverted cones, the 
number depending upon the voltage, placed one above the other 
with a vertical spacing of about 0.3 in, for arresters up to and 
including 27,000 volts and 0.42 in, for arresters above that 
voltage. 

The electrolyte is poured into the cones and partly fills the 
space between adjacent ones. The stack of cones with the elec- 
trolyte between them is then immersed in a tank of oil. The 
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tanks are steel with welded seama and are provided with metal 
covers (Fig. 171). 

The cones are insulated from each other except for the electro- 
lyte. The oil improves this insulation as well as prevents the 
evaporation of the solution. ^ 



A cylinder of insulating material concentric with the cone stack 
is placed between the latter and the steel tank. This improves 
the circulation of the oil and increases the insulation between 
the tank and the cone stack. 
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There is a stack for each phase, and an additional stack for the 
groiind leg. The bases of the cone stacks are connected together 
in parallel. 

The fourth stack is connected between the lead from the 
other three stacks and the ground, the object being to give 
the same protection between the line and ground as between line 
and line here, as shown in Fig. 172. This insures proper distribu- 
tion of voltage in the cells during the conditions incident to an 
accidentally grounded phase. The fourth stack is called the 
ground leg of the arrester. Two of the stacks are connected 
du^ctly to the hne, each through a horn gap; the third is con- 
nected to the line through the transfer device and horn gap. 



The fourth stack is connected to the ground through the transfer 
device. 

For voltages above 75,000 the oval-tank type of construction 
is used. The construction is illustrated in Fig. 173. Owing 
to the large number of cones necessary for the higher voltages, the 
cone stacks would become unwieldy on account of their extreme 
height if the same construction as that for the lower voltage 
arrester were used. In the oval-tank arrester, the cones for 
each phase are put in two separate stacks which are connected 
in series. The stacks are insulated from the base of the tank and 
the tanks are grounded. The advant^es gained from the 
standpoint of safety in having a grounded tank for these higher 
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voltages, are obvious. Barriers are used between the cone 
stacks and between the cone stacks and tank. 

The cells are not designed to be connected permanently 
between the line and the ground. A horn gap, adjusted for a 
voltage greater than the line potential is inserted in series with 
each cell, and prevents them from being subjected continuously 
to the line voltage. In this way leakage is prevented at normal 
voltage and longer life is insured for the aluminimi cones. 

Tlie horn gaps placed between the aluminum cells and the 
line serve a triple function. 

First. As fixed gaps in series with the cells, they prevent the 
arresters from being subjected continually to the normal line 
voltage, which would result, ultimately, in overheating the cells. 

Second. They act as disconnecting switches to disconnect 
the arrester from the Une for repairs, inspection, etc. 

Third. They can be used as connecting switches for daily 
testing. The gaps are designed so that they may be closed for a 
few seconds each day, and thus, keep the film in normal condition. 

The closing of the horn gaps for charging, is effected by a rotat- 
ing shaft of insulating material carrying three metalUc projections, 
which, when the shaft is rotated, bridge the three gaps and allow 
the necessary charging current to flow through the cells. The 
disconnecting feature is provided with separate detachable fuses. 
The horn gaps are mounted on a pipe framework (see Fig. 174). 

The charging switch used with arresters above 27,000 volts, has 
one of the supporting pins of one of the revolving insulators 
extended to a point within reach of the operator, and is fitted with 
an operating lever and latch. The movable insulators are all 
mechanically joined, so that by turning this lever all three horns 
are moved. 

All horn gaps have resistances through which the arresters are 
charged. 

The charging operation is as follows: First, the horn gaps of 
the arresters are closed for 5 sec. and opened again to normal 
position, thus charging the cells of the three line stacks. Second, 
with the horn gaps still in normal position, the position of the 
transfer device is reversed and the horn gaps are again closed for 
5 sec. and returned to the normal position. The complete 
charging operation takes but a few seconds. 

The object of the transfer device is to provide a means for 
interchanging the ground stack with one of the line stacks of 
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cones during the charging operation so that the films of all the 
cells will be formed to the same thickness. 

The charging resistances are arranged to provide selective 
discharge paths to the cells. These paths consist of a main gap 
and an auxiliary gap, with a low resistance in series with the lat- 
ter and in parallel with the main gap, as shown in Fig. 174. 

The horns of the auxiliary gap are set closer together than 
those of the main gap and they are fitted with a charging contact 
which, at times of charging, bridges the auxiliary gap and charges 
the cells through the resistances. 

In the normal operation of the arrester this arrangement of 
horns introduces selective paths for the discharge of lightning 
or other forms of potential surges. One path consists of a small 
auxihary gap, a low resistance, and the aluminum cells; the 
other path consists only of the main gap and the aluminum cells. 
All discharges will first spark across the auxiliary gap and pass 
to ground through the resistance and the cells. If, however, 
the quantity of the discharge is too great to be dissipated through 
this path, the discharge automatically shunts to the main gap in 
which it is not impeded by the resistance. The resistance is 
of low value and, consequently, all but the heaviest discharges 
are taken care of by this auxiliary path. 

In very warm climates it is necessary to take special pre- 
caution to keep the cells cool. At a temperature above 120°F., 
the hydroxide film can not be maintained, and there is no resist- 
ance to current flow through the cells. . 

Since the aluminum arresters will continue to discharge 
until the trouble is removed from a circuit, they should be in- 
stalled where there is an attendant to note the discharge and 
take steps to locate the trouble and remove it. 

Greater reliability of operation, and longer life of electrolyte 
and cones can be secured by protecting the arrester tanks from 
extreme temperatures. When the tanks are installed inside a 
building it is not difficult to prevent freezing of the electrolyte, 
which will occur at about 20®F. The high temperatures, how- 
ever, are to be most guarded against, and when selecting the 
location for an arrester, the question of possible operating tem- 
peratures should be carefully investigated. 

When complete arresters are installed out-of-doors, in warm 
climates, it is generally necessary to erect some sort of a shelter 
over the tanks to protect them from the direct rays of the sun. 
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In some extreme cases additional precuations may be necessary, 
such as water cooling jackets, to prevent undue heating of the 
electrolyte. When the operating temperature of an arrester 
exceeds 100°F., the film dissolution increases rapidly thereby 
reducing the life of the electrolyte and cones. Moreover, when 
arresters are ex{)osed to high temperature it is generally neces- 
sary to charge them more frequently than once a day. 

The question of using aluminum arresters out-of-doors at some 
exposed point of the transmission line, often arises. The use of 
the arrester under such conditions is bad practice. The arrester 
can not very well be charged every day, and daily charging is 
necessary. 

The arresters are of little value in protecting the transmission 
lines themselves. Lightning disturbances are so often purely 
local in character that the arrester can not protect any particu- 
lar part of the Kne. 

While this type of lightning arrester is as good as is now avail- 
able for high potentials, it has certain disadvantages, the prin- 
cipal ones being, first, its maintenance cost is considerable as the 
aluminum cells are frequently injured by heavy discharges and 
have to be replaced. Also, since they have to be charged every 
day, they can be installed only where there are attendants. In 
addition, the cost of arresters of this kind is considerable. 

For wiring high- voltage aluminum arresters, the use of copper 
tubing is recommended. There are several reasons which make 
its use advisable: 

In all lightning-arrester installations it is necessary to provide 
a path to the lightning arrester and to the ground with as Kttle 
impedance as possible. In order to accompUsh this purpose, 
rather large wires with long bends and turns would have to be 
used. It is well known that high-frequency hghtning disturb- 
ances are confined largely to the outside surfaces of the conduc- 
tors, penetrating but Uttle toward the center, hence, by using 
either flat strip or tubing, the advantage of a large conductor, 
namely, a large surface, is obtained but at a much lower cost. 
Copper tubing has the advantage over either strip or solid con- 
ductors, in that it is easily supported, requires fewer insulators, 
and is therefore the cheapest to install. It also presents a neat 
appearance, since when the wiring is complete, all joints are flush, 
all sharp bends are eUminated, and there are no points where 
corona or brush discharges can take place. 
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Multigap Arrester. — ^Another successful form of lightning ar- 
rester is the "multigap." This arrester is made up of a series 
of spark gaps, shunted by graded resistances, but without series 
resistance. Fig. 175 is a diagram illustrating the arrangement 
of spark gaps and resistances. 

The essential elements of the multigap arrester are a number 
of cylinders spaced with a small air gap between them and 
placed between line and ground, and between line and line. 
In operation, the multigap arrester discharges at a much lower 
voltage than would a single gap having a length equal to the sum 
of the small gaps. 

In explaining the action of multigaps, there are 
three subjects to consider: 

1. The transmission of the static stress along 
the hne'Of cylinders. 

2. The sparking across the gaps. 

3. The action and duration of the generator 
current which follows the spark, and the extinguish- 
ment of the arc. 

A spark may be defined as passage of electricity 
through the air, and an arc as conduction of 
electricity by vapor of the electrode. 

The cylinders of the multigap arrester act like 
plates of condensers in series. This condenser func- 
tion is the essential feature of its operation. When 
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Fig. 176.— 
a static stress is applied to a series of cylinders Diagrammatic 

between line; and ground, the stress is instantly ^er*^^^ ^^ 
carried from end to end. If the top cylinder is 
positiveit will attract a negative charge on the face of the adjacent 
cylinder and repel an equal positive charge to the opposite face, 
and so on, down the entire row. The second cyUnder has a definite 
capacity relative to the third cylinder and also to the ground ; conse- 
quently the charge induced on the third cylinder will be less than 
on the second cylinder, due to the fact that only part of the 
positive charge on the second cylinder induces negative electricity 
on the third, while the rest of the charge induces negative elec- 
tricity to the ground. Each successive cylinder, coimting from 
the top of the arrester, will have a slightly smaller change of 
electricity than the preceding one. The condition has been 
expressed as, "a steeper potential gradient near the line." 
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The quantity of electricity induced on the second cylinder 
is greater than on any lower cyUnder and the first gap has a 
greater potential strain across it than any other gap, as shown by 
the illustration below. When the potential across the first gap 
is sufficient to spark, the second cylinder is charged to line poten- 
tial and the second gap receives the static strain and breaks down. 
The successive action is similar to overturning a row of ninepins 
by pushing the first pin against the second. This phenomenon 
explains why a given length of air gap concentrated in one gap 
requires more potential to spark across it than the same total 




Qapa , 

FiQ, 176. — ^Diagram showing condenser action of cylinders and potential 

gradient for static stress* 



length made up of a row of multigaps. As the spark crosses 
each successive gap, the potential gradient along the remainder 
readjusts itself. Fig. 176 is a diagram showing the condenser 
action and the change in the electrostatic gradient. 

When the sparks extend across all the gaps the generator cur- 
rent will follow it. On account of the relatively greater genera- 
tor-current flow, the distribution of potential along the gaps 
becomes equal, and has the value necessary to maintain the gen- 
erator-current arc on a gap. The generator current continues to 
flow until the potential of the generator passes through zero at 
the next half cycle, when the arc-extinguishing quality of the 
metal cylinders comes into action. The alloy contains a metal of 
low boiling point which prevents the reversal of the generator 
current. It is a rectifjdng effect, and before the potential again 
reverses, the arc vapor in the gaps has cooled to a non-conducting 
state. 
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This type of arrester may be considered as four arresters in one. 
First, for small discharges there are a few gaps in series with a high 
shunt resistance. This part of the arrester will safely discharge 
accumulated static and also all disruptive discharges of small 
ampere capacity. In Fig. 177 this path is shown through H, 
(resistance) and GS (gaps). 
Second, there is a number of 
gaps in series with a medium 
shunt resistance which will 
discharge disruptive strokes 
of moderate ampere capacity; 
in the figure this path is shown 
through M (resistance) and 
GH plus GS (gaps). Third, 
there is a ^eater number of 
gaps in series with a low 
shunt resistance which wiU dis- 
charge heavy induced strokes. 
In the figure this path is 
shown through L (resistance) 
and (?Af , plus GH, plus GS 
(gaps). Fourth and last, the 
total niunber of gaps has no 
series resistance, thus enabling 
discharge of the heaviest in- 
duced strokes. In the figure, 
this path is shown through 
zero resistance and GL, plus 
GMj plus GH, plus GS (gaps). 

In each of the above cir- 
cuits the number of gaps 

and the resistance are so proportioned as to extinguish the 
generator-current arc at the end of the half cycle in which the 
lightning discharge takes place. 

After the spark passes, the current arcs are extinguished in the 
reversed order. The low resistance, L, is proportioned to draw 
the current arcs instantly from the gaps, GL, The generator 
current continues in the next group of gaps, GM, until the end of 
the half cycle of the generator wave. At this instant the resist- 
ance, M, aids the rectifying quality of the gaps, GM, by shunting 
out the low-frequency generator current. On account of this 




Fig. 177.— Connections of multigap 
lightning arrester. 
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sbunting efEect the current dies out sooner in the gaps, GM, than 
it otherwise would. In the same manner, but to a less degree, the 
high resistance, H, draws the generator current from the gaps, 
GH. This current now being Umited by the high resistance, the 



Fig. 178. — "V" unit of multigap lightning arresters. 



FiQ. 179. — 12,500 volt, three-phase, multigap lightniag arrester with dis- 
connecting BwitcbeB. 

arc ia easily extinguished at the end of the next one-half cycle of 
the generator wave. 

The high-voltage multigap arrester is made up of "V" imits 
consisting of gaps between knurled cylinders the units being 
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connected together at their ends by short metal strips. The base 
is of porcelain, which -provides an insulating support for each 
cylinder. A unit is shown in Fig. 178 and a complete arrester in 
Fig. 179. 

The cylinders are made of an alloy that contains metal of low 
boiling point which gives the rectifying effect, and metals of 
high boiling point which can not vaporize in the presence of the 
one of low boiling point. The cylinders are heavily knurled. 
As the arc plays on the point of a knurl it gradually burns back 
and when the metal of low boiling temperature is used up, the 
gap is increased at that particular point. The knurling, there- 
fore, insures longer Ufe to the cylinder by forcing successive arcs 
to shift to a new point. When worn along the entire face the 
cylinder should be slightly turned. 

It is to be noted that in installing multiple gap lightning arrest- 
ers on high voltage systems, the location of the arrester is impor- 
tant and it should be placed at some distance from any grounded 
object, otherwise, the potential gradient may be changed and so 
greatly increased near the top cyUnder that discharge may take 
place under normal line voltages. 

Condenser. — The use of condensers, connected directly between 
the ground and the transmission line, has been suggested and in 
some cases they have been actually employed for protection of 
circuits against surges and high frequency charges. The con- 
denser is built to withstand the high potentials to which it will 
be subjected and its capacity is very low, so that at normal oper- 
ating frequencies the amount of current passing through it to 
the hne is almost negligible, being, in practice, less than 3^ 
ampere. With the high frequencies of surges and similar elec- 
trical disturbances ranging from 5,000 to 1,000,000 cycles per 
second, the condenser allows a considerable current to flow 
through it to the ground, thus reUeving and clearing the hne of 
these abnormal potentials. 

Ground Connections.: — In 'all lightning arrester installations 
it is of the utmost importance to make proper ground connections, 
as many lightning arrester troubles can be traced to bad grounds. 

The best method of making a ground is to drive a number of 
1-in. iron pipes 6 or 8 ft. into the earth surrounding the station, 
connecting all these pipes together by means of a copper wire 
or, preferably, by a thin copper strip. A quantity of salt should 
be placed around each pipe at the surface of the ground and the 
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pipe should be located where the earth will be kept thoroughly 
moistened. It is advisable to connect these pipes to the iron 
framework of the station, and also to any water mains, metal 
flumes, or trolley rails which are available. For the usual sized 
station the following recommendation is made: Place three pipes 
equally spaced near each outside wall, making twelve altogether, 
and place three extra pipes spaced about 6 ft. apart at a point 
nearest the arrester. 

Where plates are placed in streams of running water, they 
should be buried in the mud along the bank in preference to being 
laid in the stream. Streams with rocky bottoms are to be 
avoided. 

Whenever plates are placed at any distance from the arrester, 
it is necessary also to drive a pipe into the earth directly beneath 
the arrester, thus making the ground connection as short as 
possible. Earth plates at a distance can not be depended upon. 
Long ground wires in a station can not be depended upon unless 
a lead is carried to the multiple grounding pipes, installed as before 
described. 

As it is advisable to examine the underground connections 
occasionally to see that they are in proper condition, it is well to 
keep on file exact plans of the location of ground plates, ground 
wires and pipes, with a brief description, so that the data can be 
readily referred to. 

From time to time the resistance of these ground connections 
should be measured to determine their condition. The resistance 
of a single pipe ground in good condition has an average value of 
about 15 ohms. A simple and satisfactory method of keeping 
account of the condition of the earth connections is to divide the 
grounding pipes into two groups and connect each group to the 
110-volt Ughtning circuit with an ammeter in series. 

For grounding pole arresters, one or two 1-in., or iM-in., iron 
pipes should be driven into the ground at the base of the pole and 
connected to the arrester by means of a copper wire not less than 
No. 2 B. & S. gauge. The ground-wire connection should be pro- 
tected for some distance up the pole to prevent its being injured. 
The pipes should be driven far enough from the pole so that move- 
ment of the pole will not loosen them. 

Choke Coils. — Opinions on the design of choke coils for use 
with lightning arresters vary considerably. Some engineers 
recommend the use of very large choke coils, but while large choke 
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coils of high inductance do choke back the high-frequency cur- 
rents better than smaller coils of less inductance, they cost more, 
and, under certain conditions, may be a menace to apparatus 
insulation. Therefore, large choke coils should not be used with- 
out first making a study of the characteristics of the system. 

The primary objects of the choke coil should be: 

(a) To hold back the lightning disturbance from the trans- 
former or generator until the Ughtning arrester has time to dis- 
charge it to earth. If there is no lightning arrester the choke coil 
evidently can not perform this function. 

(6) To lower the frequency of the oscillation, so that whatever 
charge passes through the choke coil will be of too low a fre- 
quency to cause a serious rise of potential around the first turns 
of the end coils in either generator or transformer. Another 
way of expressing this is from the standpoint of wave-front, 
namely, a steep wave-front piles up the potential when it meets an 
inductance. The second function of the choke coil is, then, to 
smooth out the wave-front of the surge. 

It seems best to consider the choke coil as an auxiliary to the 
Ughtning arrester. There seems to be no justification for the 
expense of a very large choke coil. If it has an inductance equal 
to that of several end turns of apparatus windings it wiU reduce 
the steepness of the wave-front of the surge by more than a 
corresponding value. For example, if there is no choke coil at 
all, the full strain of a steep wave-front will fall on the end turn. 
If a choke coil of inductance equal to one end turn is placed in 
series, this strain will be reduced to one-half. If the choke coil 
has an inductance equal to six turns, the strain on the end turn 
will be reduced to about one-seventh. Since a choke coil of 
such an inductance will have a time constant which is greater than 
the dielectric spark lag of a modern arrester, the arrester will be 
in full operation and relieve the strain before the charge can get 
through the choke coil. 

The principal electrical condition to be avoided is that of reso- 
nance. The coil should be so designed that if continual surges are 
set up in the circuit, a resonant voltage due to the presence of the 
choke coil can not build up at the transformer or generator ter- 
minals. This factor is the menace to the insulation before men- 
tioned. Choke coils should be so designed as not to prevent 
surges which originate in a transformer from passing to the light- 
ning arrester. 
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Another electrical condition to be avoided in a choke coil, is 
internal static capacity between adjacent tums^ since this lowers 
the effectiveness of the coil. 

Figure 180 shows a choke coil having the well-known "hour- 
glass" form. Another variety is the standard cylindrical coil, 
while yet another is made of flat copper ribbon and the cross- 
section of the coil is triangular, like those shown in Mgs. 168 
and 169. 




Fig. 180.— "Hour-glass" choke coO. 



The following dimensions for cylindrical choke coils are 
reasonably close approximations to good practice. 

6,600 to 10,000 volts, 20 turns, 9 in. diameter. 
10,000 to 40,000 volts, 25 turns, 10 in. diameter. 

Above 40,000 volts use 10 in. diameter and add one turn for 
each additional 2,500 volts. Thus, a 66,000-volt coil would have 

66,000 - 40,000 



25 + 



2,500 



= 35 turns. 



Clearance between adjacent turns should be not less than }^ 
in. and preferably % in. For rigidity, the diameter of wire 
should be not less than 0000 B. & S. gauge. 

Cylindrical choke coils may be made from bare wire at the point 
of installation and mounted on standard line insulators, being 
tied or clamped in place. 
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Ground Wire. — The ground wire is for the purpose of pro- 
tecting the line from induced charges or rupturing potentials 
that proceed from atmospheric electrostatic stresses. 

It is simply a wire, usually of iron, strung on the poles, or 
towers, parallel with the transmission wires but well above them. 
It is connected, at intervals, with the earth so that the potential 
of the ground wire is the same as that of the earth. Being placed 
above the transmission wires, all jdischarges between the earth 
and the atmosphere, or clouds, should take place over the ground 
wire, and the transmission wires thus protected from high and 
transient pressures that proceed from these causes. In order to 
be effective, the ground wire must be placed at least 3 ft. above 
the uppermost wire of a transmission line, and 4 ft. should be 
its elevation above the top wire, if reasonably practicable. 
Also, it must be thoroughly connected to the ground at 
intervals of not exceeding 1000 ft., and an interval of 400 ft. is 
better/ 

The ground connection should be made of flat copper tape, 
having an area equal to a No. 4 B. & S. gauge wire. The same 
size wire may be used if the tape is not available. The tape 
is fastened to the ground wire, the joint being soldered; the 
tape (or wire) being carried down the 
pole to a grounding pipe. The 
grounding pipe is the same in size and 
manner of setting as described in the 
paragraph on ''Ground Connections." 

The ground wire is usually a 
stranded, galvanized, steel wire % in. 
in diameter. It is held on towers by 
clamping to the uppermost part of 
the steel work. On wood poles, 
which project above the highest cross- 
arm or transmission wire, the ground wire is simply stapled to 
the top of the pole. . Usually, however, the ground wire is 
fastened to an upwardly projecting support of angle iron, from 2 
by 2 in. weighing 3.2 lb. per foot, to 3 by 2}^ in. weighing 5.6 lb. 
per foot. It is held by a U-bolt which clamps the wire to the 
face of one of the angle legs, as shown in Fig. 181. 

The location and arrangement of ground wires are shown 
in the various figures of pole heads and steel tower lines elsewhere 
in this book. 

22 
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Fig. 181. — U-bolt for clamp- 
iing ground wire to bayonet. ^ 
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Arcing Ground Suppressor. — This instrument, devised by 
Prof. Creighton, is for the purpose of instantly and automatically 
extinguishing an arc over insulators or from the line to ground 
by connecting the arcing line to the earth. 

It consists essentially of a set of power-operated single-pole 
switches, one connected from each phase to ground, the switches 
being controlled by an automatic relay. The switches are 
normally open. If a ground occurs on the system, the line poten- 
tials become imbalanced, causing movement of the relay which 
operates to cause the switch connected to the grounded phase to 
close. This short-circuits the outside ground, and if this ground 
was caused by an arc to ground, extinguishes it. It wiU be 
evident that the arcing ground suppressor can be used only with 
non-grounded systems, or those having the neutral grounded 
through a high resistance. The main switch may be an oil 
switch either motor- or solenoid-operated. 

With an overhead system, a large proportion of the grounds 
are due to arcs over the insulators or from the line to the ground 
wire which are caused by lightning. The arc, if it holds, will 
cause serious damage to the lines and insulators, but if extin- 
guished at once, leaves the system uninjured. For use on over- 
head lines, an attachment called the second-stroke lock device 
causes the switch to go through the following cycle. When 
the relay operates, the oil switch closes, aiid as soon as the motor 
which operates it can wind up a spring, the spring trips open the 
switch. If the arc has been permanently extinguished, the 
relay returns to its normal position and the switch remains open. 
But if the groimd was of a permanent nature, such as a fallen 
wire or a punctured insulator, the switch closes a second time and 
remains closed until opened by the operator. Thus, the sup- 
pressor is completely automatic for all grounds which can be 
removed by extinguishing the arc. 

It is necessary to prevent any disturbances being produced 
by the opening and closing of the suppressor switch. To avoid 
this, the switch is built with an auxiliary contact which closes a 
little before and opens a little after the main contact. The 
auxiliary contact connects to ground through a resistance. 
The switch, therefore, makes or breaks the circuit through a 
resistance, this resistance being cut out when the main contact 
is closed. 

Figure 182 shows the connections between the high-tension 
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bus, the winding of the selective relay solenoid, and the ground. 
This is obviously for one phase only. A similar set of connec- 
tions is made for each phase. 

The relay for controlling the switches is called the phase-selec- 
tive relay because its function is to pick out the groimded phase. 
It is operated by the potentials to ground of the system. So 
long as these are balanced, the relay remains in a neutral or 
balanced position. But when a ground occurs, the potentials 
to ground are unbalanced, and the relay moves, closing the 
contact to operate the proper switch. 



High Tension Boa 



m?r,,^/<'/.Yi- 




Series 
OondenscTB 



Qesistance 
Bods 




3 



Protective Spank 
Qap 



T 



u 



Shunt 

OondenserB 

> 

Phase 
Selective 
Belay 



1 



Pote itial 
[Trans ormer 



Fig. 182. — Connections for arcing ground suppressor. (One phase only, 

shown.) 

To prevent the possibility of closing two switches at once, 
thus causing a short-circuit, a relay, called the interlocking relay, 
is placed between the phase-selective relay and the oil switch. 
The phase-selective relay causes the interlocking relay to close. 
The interlocking relay closes a contact in the tripping circuit of 
the oil switch, causing it to close and, at the same time, opens 
one of the other contacts in the tripping circuit of each switch, 
thus making it impossible for them to close. 

Spark gaps are also used for the protection of insulators. When 
excessive potential differences are built up, the natural path of 
an equalizing discharge through the air is from the wire, over 
the insulator, jumping from bell to bell, and finally to the 
insulator pin. 

In Fig. 183 is indicated the path which is normally followed 
by a discharge from wire to insulator pin: from wire A to disk 
B; thence to bell 2 and so on, imtil the pin is finally reached. 
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The heat released by the ares, cracks the insulators and interrupts 
the service. By placing a spark gap at each insulator, with one 
electrode connected to the line and the other to the pin, and the 

parts so disposed that^ any 
flashover will follow the path 
between the spark-gap termi- 
nals instead of around the 
bells of the insulator, the 
danger of bretiking the insula- 
tors is avoided. 

One form of device for the 
protection of insulators is the 
Nicholson arcing ring. A 
small metallic ring encircles 
the top of the insulator and 
is attached to the conductor, 
while a larger ring surrounds 
the insulator near the bottom 
and is electrically connected 
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Fig. 183. — Arcing rings. 



with the insulator pin, as well as supported on it. The path 
between the two rings is shorter than that along the insulator 
bells; consequently, a flashover will take place between the rings. 



^^ 





Fig. 184. — Thomas clamp with 
arcing horn. 



Fig. 185. — Wire clamp with 
protecting horns. 



and the arc will not reach or injure the insulator. Experience, 
extending over a considerable period, has proven that these 
devices are effective and afford real protection. 

They are also adapted for use on suspension insulators. 

A form of spark gap for suspension insulators is the device 
designed by Mr. P. H. Thomas and shown in Fig. 184. 
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The "horDB," which are connected with the wire, project beyond 
the hmits of the insulator, and, with the uppermost metallic 
support of the insulator string, form a pair of spark gaps that 
will shunt any "flashover" away from the insulators themselves. 

Other forms of insulator protector gaps have been devised and 
used. They are always effective when properly designed and 
installed. As to whether they are 
worth their extra cost or not, is an 
economic problem that must be 
settled for each particular case. 
The factors of; first cost; mainte- 
nance; frequency of electrical storms 
in the district traversed; whether 
an overhead ground wire is used or 
not; character of load at end of line, 
and the degree of damage sustained 
by its interruption, must all be 
duly considered and the conclusion 
drawn from them. 

Protectors like the Nicholson 
ring and the Thomas horn serve 
to protect both the insulator and 
the wire, itself. A continued arc 
from the wire will burn it through, 
and auxiliary projections of metal 
to interpose themselves between 
the wire and the arc, will prevent the burning loose of the tie 
wires or melting of the conducting wire. 

Figure 185 shows a device for accomplishing this same purpose 
for pin-supported insulators. It combines a pair of arcing horns 
and a clamp to hold the wire without tying. The top cap, which 
is of steel and into which the four upper bolts are tapped, is 
cemented to the top of the insulator. 

Another form of horn spark gap for suspension insulators is 
shown in Fig. 186. 

Discomiecting Switches.^ — ^Transmission lines should be divided 
into sections ranging from 2 to 10 miles in length, and con- 
nected together by air-break switches of some approved kind, 
which switches are mounted on the pole or tower, and operated 
from the ground by means of a hook at the end of a long wooden 
rod or by other means which may depend on the character of the 
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switch itself. In case of trouble on the line, the sections can be 
independently disconnected, and the location of the trouble and 
removal of its cause are facilitated. 

An excellent type of switch is the one shown in Fig. 187. The 
contact is nftide between a copper block and a laminated copper 
brush. It is provided with a locking device which holds the 
switch firmly closed. It rotates in a horizontal plane to open, 




Fig. 187. — Disconnecting switch; horn break. 



hence there is no tendency produced by gravity to close it. In 
opening under load the arc is broken on a pair of horns. 

There are, of course, many varieties of disconnecting line 
switches. Any switch adopted should provide for good contact 
and a satisfactory means of breaking the arc. It should be firmly 
locked into position when closed and it should have no ten- 
dency to close of itself, when once opened. 



CHAPTER XIII 
SUBSTATIONS 

At points along the transmission Une, and at its end, step-down 
transformers, together with the necessary protective devices and 
controlling switches, are placed for the purpose of transforming 
the power to a lower voltage suitable for distribution. 

There are three kinds of substations, namely, indoor, outdoor 
and a combination of these two. The indoor substation is sub- 
stantially similar to the step-up transformer equipment at the 
power station, the transformers, switches, high-tension wires and 
Ughtning arresters aU being placed inside a building which has 
proper dimensions to house them. Fig. 77, which shows the 
cross-section through a transformer house for raising the voltage 
at the power station, may be taken as a typical substation build- 
ing, there being no real difference between the equipment for a 
step-up and a step-down station except that in the latter there 
are, occasionally, distributing switchboards for sending out low- 
tension current over different feeders. Fig. 188 shows the cross-* 
section of a small substation with the lightning arresters and choke 
coils set on the roof. A brick or concrete fire wall runs longi- 
tudinally through the building, separating the transformers from 
the rest of the building so that in case the transformer is set on 
fire, no injury can be done the other apparatus. Placing a 
portion of the equipment outside of the house is approaching 
toward a mixed type of substation. 

Complete outdoor installations, up to a few hundred kilovolt- 
amperes, have enabled service to be given to isolated customers 
and small communities which otherwise could not be profitably 
served directly off the main transmission lines. It is possible 
to locate such substations almost anywhere, the structural and 
foundation requirements varying with conditions. The sim- 
plicity of design and construction means a small investment 
and a minimum of operating troubles. High-tension switch- 
ing is usually done with air-break instead of the costly oil 

343 
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switches, while HghtuiDg protection is aEForded either by the 
electrolytic lightning aneeter or the cruder horn type. Most 
such installations have been free from elaborate secondary 
control, that provided, if any, being of the simplest type 
installed in weatherproof housings. There can be hardly any 
question as to opportunities for this type of station, and its 
rapid adoption and extending installation, on account of the 
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factors of simpUcity, low cost and lack of attendance, indicates 
the importance of its field. ^ 

Outdoor substations have been made possible by the develop- 
ment of transformer cases which have water-tight terminals and 
joints, and electrolyte for electrolytic lightning arresters which 
does not freeze except at abnormally low temperatures, and oil- 
break switches which are encased in water-tight covers. 

• McCoMBEB, "SubBtations," Trans. A. I, E .E., Feb. 25, 1914. 
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The transformers muat be protected from the direct raya of 
the sun in warm climates. A screening shed is sometimes used, 
but an outer covering around each transformer is better. This 
is made of thin sheet iron surrounding the transformer case, 
there being a clearance of from 8 to 18 in. between the trans- 
former on the outer protecting case. This gives an air space 
between the two and the heated air rises inside the protecting 
shell, which, in this manner, acts as a ventilating chimney as 



Fig, 189. — Out-door substation. 

well as a sun shield. It is, of course, open at the bottom, and 
there is a space left between the upper end and the cover to 
allow the free circulation of air. 

The born gaps, choke coils and connections are usually placed 
on a framework, either of structural steel or timber. If the 
transformers are small they are generally mounted on a platform 
supported by the same framework, and at some distance below 
the top where the horn gaps and coils are mounted. Fig. 189 
shows a small out-door station of this kind on a structural-steel 
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frame. Where the installation is of considerable size, the trans- 
formers are placed on a concrete platform laid -on the ground. 
A substation of this kind is shown in Fig. 190. This particular 
station is provided with self-cooling transformers which have 
radially projecting wings placed around the case to assist 
radiation. 

An interesting substation is shown in elevation in Fig. 191. 
The only available place was on a hillside and the ingenious 



Bailwav d Induttrial Bmiint^nii Co. 

Fig. 190. — Out-door substation. 

manner in which it was utiUzed is indicated in the figure. Only 
one wire is shown in this elevation, all three wires being in 
one horizontal plane. This station is really in duplicate with 
cross-connections between the two sections. 

In cases where there are distributing lines fed from a manually 
operated switchboard, the board, with its connections, has to 
be housed, and stations of this character are made up of out-door 
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equipment and a small building adjacent to it for the reception 
of the apparatus which requires protection. Figa, 192 and 193 
show two examples of this character of substation. In both 
instances the building is made of corrugated iron. Another form 
of structure which is used for these houses is that shown in Fig. 
194. This is made up of a light structural-steel framework and 
covered with concrete slalM 3 by 6 ft. — 2 in. in thickness that are 
simply bolted on to the framework. These slabs are reinforced 



FiQ. 192. — Mixed-type substation. 

with expanded metal to keep them from cracking. Similar 
slabs are used for the roof which is covered over with tar paper 
and gravel. Steel sash, wire-glass windows and steel louvres 
are used. For air supply, a section of concrete is left off one or 
two of the lower slabs, leaving the expanded metal reinforcing 
exposed. This allows a free inlet of air and at the same time pre- 
vents large objects from entering. 

It is occasionally necessary to provide a stove inside the bouse, 
with heating coils arranged to circulate hot water through a small 
heat coil in the transformer when the temperature becomes lower 
than 15° below zero F. Down to this temperature the oil will 
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not freeze, and if the transformers are reasonably well loaded 
there is no danger of freezing at a temperature of 10° or 15" 
below this. Special grades of transformer oil are obtainable 
which will not freeze until the temperature is lower than 25" 
below zero F. 



Fig, 193. ^Mixed-type substation. 

The cost of an out-door substation ranges from 25 to 50 per 
cent, less than that of an indoor station, and an additional 
advantage lies in the fact that it can be increased in size at any 
time and expanded in whatever direction may be most convenient. 
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Small houses should be built in connection mth stations of 
lOCKV-kw. capacity or more, for the distributing boards and as a 
convenient place to make repairs and to store supplies. No 



Fio. 194. — Small house for substation. 

rules for the des^ of substations, based on current practice, are 
available. The best and most economical arrangement can be 
worked out eaaily on the ground by any engineer, to accord with 
the local conditions. 
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Air-break switches, 82 

Alden brake, 151 

Alignment of generating units, 135 

Alternating-current generators, 1 

brushes for, 2 

changes in voltage with speed, 
16 

current densities in windings of, 
8 

dielectric strength of insulation 
of, 14 

exciters for, 14 

field windings of, 1 

frequency of, 6 

magnetic flux densities in, 8 

number of poles, 1 

output of, 6 

regulation in, 10, 12 

rotor of, 3 

runaway speed of, 8 

saturation curves of, 10 

speed and frequency of, 1 

temperature rise in, 12 

testing of, 9 

ventilation of, 8 

voltage of, 4 
Aluminum cell, charging of, 326 
connections of, 323 
critical voltage of, 322 

electric valve effect of, 321 

wires and cables, 158 
joints in, 160 
Ammeter switches, 80 
Anchors, guy, 199 
Angle of lag, 235, 245 

of lead, 240, 245 
Arcing ground suppressor, 338 

path over insulators, 168 

ring, Nicholson, 340 
Areas of wires and cables, tables of, 
316, 317 



Arresters, lightning (see "Ldghining 

arresters'"), 31S 
Automatic Relay switches, 64 

voltage regulator, 88 
Auto-transformers, 54 
Auxiliary steam plants, 149 
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Bench boards, 101 

Bending moments acting on poles 

and towers, 186 
Bi-metallic wires, 162 

properties of, 163 
Braces for crossarms, 205 
Brake, Alden, 151 
Bridge trucks for crisines, 121 
Busbars, 59 

computation of size of, 60 

double, 93 

location of, 96, 99 

methods of making connections 
to, 60 

ring, 92 

spacing of, 62 

supports, 59 
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Cables, aluminum, 158 
areas of, 316, 317 
carrying capacity of insulated, 

142 
copper, 158 
drop in short, 141 
hemp-cored, 282 
leadnsheathed, 141 
resistance of, 275 
Calculation of transmission lines, 
254 
Dwight's chart for, 253 
Capacity, current-carrying, of bare 
wires, 256 
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Capacity, current-carrying, of wires 
and cables, tables of, 292 
susceptance of transmission 

lines, 259 
unit of electrostatic, 241 
Characteristics of wires and cables, 

158 
Charging current in transmission 

lines, 260, 268, 274 
Choice of voltage, 4 
Choke coils, 334 
location of, 145 
resonance due to, 335 
Circuit breakers, oil, 82 
Circular mils, definition of, 231 
Clearance between line and ground, 

313 
Coefficient of linear expansion of 

wires and cables, 303 
Complex quantities, 269 
Compensation for line drop, 272 
Compound wires, 162 
properties of, 163 
Condenser, capacity of, 241 
in a.c. circuits, 238 
synchronous, to compensate line 

drop, 272 
use of as lightning arrester, 333 
Connections, use of pipe for, 144 
Continuous currents, flow of, in 
electric currents, 230 
uses of, 230 
Convergent series formula, 269 
Cooling transformers, 22, 24, 25, 143 
Copper wires and cables, 158 
Core loss in transformers, 30 
Core type of transformers, 20 
Corona, 278 

effect of separation of wires on, 

281 
table of limits of voltage for, 
279 
Cranes, 114 

bridge trucks for, 121 
clearance for hand power, 115, 

121 
runways for, 117 
Creosote treatment for wood poles, 
* 192 



Crossarms, 200 
braces for, 205 
size of, 200 
specifications for, 201 
timbers suitable for, 201 
Current densities in generator wind- 
ings, 8 
in switchboard connections, 

58 
in transformer windings, 29 
multiphase, 250 
three-phase, 250, 251 
transformers, 55, 64, 74 
two-phase, 250 
wattless, 242 
Currents, combination of, 247 

continuous, 230 
Curves of saturation of generators, 
10 
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Deflection and mechanical stresses 

in transmission lines, 295 
Delta connection of circuits, 44 
Densities, current in generator wind- 
ings, 8 
in transformer windings, 29 
in switchboard apparatus, 58 
magnetic flux in generators, 8 
in transformers, 29 
Design and testing of power stations, 

121 
Detectors, ground, 69 
Dielectric strength of insulation of 
generators, 14 
of insulators, 166 
Disconnecting switches, 81, 341 
Doors in power stations, 147 
Dwight's formula for transmission 
. lines, 265 
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Economics of transmission lines, 

notes on, 224 
Effective voltage of alternating sine 

wave, 236 
Efficiency of transformers, 36, 45 
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Elastic limit of timber, 188 
of wires and cables, 303 
modulus of wires, aluminum, 
303 
bi-metallic, 164 
copper, 303 
Electric circuits, 230 
condenser in, 238 
energy in, 230 
loss in, 230, 244 
output from, 242 
flow of continuous current in, 230 
impedence of, 238 
inductance in, 232 
Ohm's law of, 230 
power factor in, 244 
with resistance, capacity and 

inductance, 245 
resonance in, 246 
resultant e.m.f. in, 234 
voltage drop in, 231 
Electrolytic arresters, 320 
E.m.f. resultant, 234 
E.m.f s. combination of, 234 
inductive, value of, 235 
Electrose, 166 

Electrostatic gradient, reduction of 
with increase in diameter of 
conductor, 146 
Elongation of wires and cables under 

stress, 296, 304 
Energy output in electric circuits, 
242 
losses in transmission lines, 260, 
262 
Entrance of lines to station, 145 
Equipment, selection of, for power 

stations, 122 
Exciter panels of switchboards, 76 
Exciters, 14 

F 

Factor, power, 244 

Factors determining frequency, 7 

Farad, definition of, 241 

Field switches, 81 

Flexure of poles, 188 

Floors of power houses, 135, 139 

Foundations for towers, 219 

23 



Framework for switchboards, 77 
Frequency, factors determining, 7, 
125 
transmission systems, 6 

G 

Galvanizing, test of, 204 

Gaps, spark, 338 

Generating units, alignmjent of, 135 

capacity of, 124 

number of, 124 
Generator panels of switchboards, 76 
Generators, alternating-current, (see 
' * A Iternating-current gen^ 
erator8^*)f 1 
Governors, water wheel, 135 
Gradient, potential, decrease of, 
with increase in conductor 
diameter, 146 

over suspension insulators, 173 
Ground connections, 328, 333 

detectors, 69 

suppressor, 338 

wires, 318, 337 
Guy anchors, 199 

wires, 200 
Guying poles, 199 

towers, 218 

H 

Hardware, line, 203 

for suspension insulators, 173 
test of, for galvanizing, 204 
Harmonics in transformer windings, 

45 
Head on water wheel, measurement 

of, 155 
Henry, definition of, 235 
High-tension wires, in power sta- 
tions, 144 
separation of, 144 
Horizontal turbines, 123 
Horn-gap arrester, 319 



Ice load on wires, 295, 296, 302, 306, 

308 
Imlay and Thomas, insulator tests, 
166 
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Impedance in a.c. circuits, 238 

natural of line, 283 
Impulse wheel units, 138 
Inductance in a.c. circuits, 232 

of wires and cables, tables, 289 
Induction motors, power factors of, 6 
Inductive e.m.f., value of, 235 

unit of, 235 
Inertia, moment of, of circular sec- 
tion, 188 
of rectangular section, 188 
Instruments, measuring, ^64 

(see '* Measuring instruments'^), 
for testing, 154 
Insulator pins, 170 
bending of, 166 
for crossarms, 170 
for pole tops, 171 
Insulators, arcing path over, 168 
characteristics of, desirable, 173 
costs of (1913-1914), 175 
design of, 166 
dielectric strength of, 166 
electrose, 166 

leakage path, length of, 169 
method of tying wires to, 171 
pin-type, 167 
roof, 146 
suspension, 172 

deflection of, 217, 309, 313 

hardware for, 173 

potential gradient over string 

of, 173 
resisting voltage of, 172 
tests of, 181 
weights of, 173 



Life of wood poles, 192 

Lighting of power stations, 98, 148 

Lightning arresters, electrolytic, 321 

ground connections for, 328, 333 

bom-gap, 319 

location of, 145 

multi-gap, 329 
Line drop, compensation for, 277 

protection, 318 
Loading tables for wires and cables, 

316 
Locjkting poles and towers, method 
of, 314 
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Mclnt3rre joint in cables, 161 
Magnetic flux densities in genera- 
tors, 8 
transformers, 29, 55 
Material of switchboard panels, 78 
Measurement of power, 154 
Measuring instruments, 64 

scales for, 66 
Mesh connection of circuits, 44 
Methods of switching, general, 92 
Micro-farad, definition of, 241 
Modulus, elastic, aluminum wires^ 
303 

bimetallic wires, 164 

copper wire, 303 

timber, 188 
Moment of inertia of circular sec- 
tion, 188 

rectangular section, 188 
Multiphase currents, 250 
Multi-recorder, 89 



Joints, in aluminimi cables, 160 
Mclntyre, 161 



Lag, angle of, 235, 245 
Lead, angle of, 240, 245 
Lead-sheathed cables, 141 
Leakage path over insulators, length 
of, 169 



N 



Neutral, voltage to, 252 

wire, 253 
Nicholson arcing ring, 340 
Notes on transmission economics, 
224 
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Oil circuit breakers, 82 
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OO, for oil switches^ 86 

for transformers, 41 

switches, 82 
Oiling galleries in power stations, 149 
Ohm's law, 230 



Parabola, length of, 299 

Physical constants of wires and 

cables, 303 
Pin-type insulators, 167 
Pipe for electrical connections, 144, 

146 
Plug switches, 80 
Plumbing and fittings for power 

stations, 148 
Polarity of transformers, determina- 
tion of, 49 
Pole heads, 208 
Pole and tower lines, 186 
right-of-way for, 186 
Poles, deflection of, 188 
guying, 199 
life of, 192 

lines, hardware for, 203 
number per car, 198 
preservative treatment of, 192 
proportions of, 195, 197 
quality of timber, 194 
reinforced concrete, 206 
costs of, 207, 208 
weights of, 208 
resistance of to flexure, 188 
setting of, 195 

size of, for given bending mo- 
ment, 189 
specifications for, 192 
strength of wood, 188 
taper of, 195 
weakest point of, 190 
weights of, 198 
woods suitable for, 191 
Poles and towers, method of locating, 
314 
stresses acting on, 187 
wind pressures against, 187 
Potential gradient, in suspension 
insulators, 173 



Potential gradient, reduction in with 
increase in conductor diam- 
eter, 146 
transformers, 64, 75 
Potentials, excessive in lines, 318 
Power factor, definition of, 244 
factors of induction motors, 6 

of transmission lines, 262 
measurement of, 154 
stations, alignment, 135 
auxiliary steam plants for, 

149 
cable trenches for, 141 
cables for, 141 
design and testing of, 122 
doors in, 147 
entrances for transmission 

lines, 145 
floors of, 135, 139 
frequency of, 125 
governors, 135 
high-tension wires in, 144 
house for, 126, 135, 136 
location of, 126 
impulse wheel units for, 138 
lighting supply for, 98, 148 
oiling galleries, 149 
plumbing and fitting, 148 
roofs of, 139 

selection of equipment, 122 
shafting of units, 126 
size of house for, 136 
switchboard, location of, 140 
tests of, 150 
turbines for, 122 
windows in, 147 
Pressure, wind, 186, 295, 296, 303 
Proportions of wood poles, 195, 197 
Protection for transmission lines, 318 
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Quantity of water for cooling trans- 
formers, 24, 143. 
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Reactance, equivalent of trans- 
former, 52 
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Reactance, current limiting, 93 
in transmission lines, 259 
of wires and cables, tables of, 
289 
Reels, standard, 165 

quantity of wire carried on, 
165 
Regulation of alternating-current 
generators, 10, 12 
of transformers, 37, 45 
of transmission lines, 7 
by sjmchronous. motors, 8 
Regulator, automatic voltage, 88 
Reinforced-concrete poles, 206 
Relay switches, automatic, 64 
Relays, 71 

overload, 71 
reverse power, 72 
time limit, 83 
Remote control switches, 84 
Resistance, of aluminum wires, and 
cables, 158 
table of, 288 
of bi-metallic wires, 163 
of cables, 275 
of change of, with temperature, 

265, 276 
of copper wires and cables, 158 

table of, 287 
equivalent of transformers, 52 
to flexure of poles, 188 
Resonance in alternating-current 
circuits, 246 
in circuits with choke coils, 
335 
Resultant e.m.f., 234 
Rheostats, 71 

for test loading, 151 
submerged, 151, 153 
water, 151 
Right-of-way for transmission lines, 

186 
Roofs, 139 

insulators for, 146 
snow loads on, 140 
weights of, 140 
wind loads on, 140 
Runaway speed, 8 
Runways for cranes, 117 
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Sag in wires and cables, 295 

equations for supports of same 
height, 300 
of unequal height, 307 
form of curve, 299 
length of curve, 300 
for suspension insulators, 308 
in 600^t. span, table of, 305 

Saturation curves of generators, 10 

Scales for measuring instruments, 66 

Selection of equipment for power 
stations, 122 

Separation of wires, 144, 176 

Series transformers, 55, 64 

Setting wood poles, 195 
depth of, table, 196 

Shafting, size of, for generating 
units, 126 

Shell type transformers, 20 

Sine wave, average value of, 236 

V (mean)*, value of, 236 
Size of pole for given strength, 189 
"Skin effect," 275 
Solenoid-operated switches, 85 
Spacing of towers, 224 
Spark gaps, 339 

Thomas, 340 
Sparking distances, 283 
Specifications for crossarms, 201 

for galvanizing, 204 

for insulators, 175 

for poles, 192 

for towers, 221 

for switchboards, 102 
Star connection of circuits, 44 
Steam plants, auxiliary, 149 
Storage battery for excitation, 17, 

63 
Strain clamps, 145 

frame, 145 
Strength of poles, 188 

of wires and cables, aluminum, 
158 
bi-metallic, 164 
copper, 158 
Stresses acting on poles and towers, 
187 
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Stresses in suspension insulator lines, 

308, 311 
Submerged rheostats, 151 

formulae for, 153 
Substations, 343 

outdoor, 344 
Supports, height of, 296, 297 

method of locating, 314 
Surge voltage, 283 
Suspension insulators, 172 

deflection of, 217, 308 

(see " InsulatorSf stLspermon^^), 
"Swing'* of suspension insulators, 
217, 297, 309, 813 

of wires, 297 
Switchboards, 58 

air-break switches, 82 

ammeter switches, 80 

automatic voltage regulator, 87 

bench boards, 101 

busbars for, 59, 60, 62, 92, 93, 
96,99 

current densities in parts of, 
58 

devices for, 63 

disconnecting switches, 81 

equipment of panels, 76 

exciter panels, 76 

field switches, 81 

framework of, 77 

fuses for, 75 

generator panels, 76 

ground detectors for, 69 

knife switches, 62 

lighting current from, 98 

location of, 96, 140 

materials of panels, 78 

measuring instruments for, 64 
scales of, 66 

methods of switching, 92 

multi-recorder, 89 

oil circuit breakers, 82 

plug switches, 80 

potential transformers, 64, 75 

relays, 72 

remote control switches, 84, 89 

rheostats, 71 

series transformers, 55, 64, 74 

solenoid operated switches, 84 



Swi tchboards,specifications for small, 
102 
for large, 107 

synchroscopes, 67 

testing arrangements for, 86 

totalizing panels, 77 

wattmeters for, 66 

weights per lineal foot, 80 
Switches, ammeter, 80 

automatic relay, 64 

disconnecting, 81, 341 

field, 81 

knife, 62 

location of, 96 

method of mounting, 84 

oil, 82 
rupturing capacity of, 83 
oil for, 86 

plug, 80 

remote control, 85 

solenoid operated, 85 

testing, 86 
Switching, methods of, 92 
Synchronous motors, regulation by, 

8,277 
Synchroscopes, 67 



Taper of wood poles, 195 
Temperature, change in length of 
wire with, 297, 301 
coefficient, 276 
rise in generators, 12 
transformers, 31, 38, 40 
wires and cables, 256, 265, 276 
Tension in wires and cables, 295, 296, 
302, 304, 305, 306, 308, 311 
Testing, computations from obser- 
vations, 157 
galvanizing, 204 
generators, 9, 154 
insulators, 166, 175 
observations during, log of, 156 
power stations, 150 
rheostats for loading, 151 
staff required for, 156 
switches, 86 
transformers, 35 
water wheels, 155 
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Three-phase currents) 250, 251 

system, measurement of power 
in, 154 
Time limit rela3n9, 83 
Tirrill voltage regulator, 88 
Totalizing panels of switchboard, 77 
Towers, 211 
cost of, 224 
double circuit, 216 
flexible, 212 
foundations for, 219 
guying of, 218 
reasons given for use of, 186 
rigid, 216 
single circuit, 216 
spacing of, 224 
specifications for, 221 
stresses in, 214 
types of, 212 
Transformers, 19 
air-cooling, 24 
auto- 54 
coils of, 25 

comparison of, two- and three- 
phase, 22 
types, 35 
cooling of, 23 

water alarm, 23 
connection in parallel, 48 
connections for heat test, 39 
core loss in, 30 

type, 20 
cruciform type, 20 
current densities in windings 

of, 29 
determination of polarity of, 49 
efficiency of, 36, 43 
equivalent reactance of, 52 

resistance of, 52 
harmonics in, 45 
house, 144 

installation, indoors, 42, 142 
out-of-doors, 36, 142, 345 
insulation of end turns, 49 
magnetic flux densities in, 29, 56 
mechanical details of, 30 
mesh connection of, 44 
methods of connecting, 44 
comparison of, 45 ^ 



Transformers, methods of switching, 

50 
oil for, 41 

insulation of, 22, 24, 25, 143 
potential, 64, 75 

protection of, 75 
quantity of water required for 

cooling, 24, 143 
reactance of, 28 
regulation of, 37, 45 
scale formation in cooling coils 

of, 23 
series, 55, 64, 74 
shell type, 20 
star connection, 44 
tank surface for radiation, 31 
temperature rise in, 31, 38, 40 
terminals of, 31 
testing of, 34 
test voltage, 40 
tests of, 35 
three- to six-phase connections, 

48 
two- to three-phase connections, 

47 
types of, 119 
Transmission lines, calculation of, 

254 
capacity susceptance of, 259 
change of resistance in, with 

temperature, 265, 276 
charging current in, 260, 268, 

274 
clearance between wires and 

ground, 296, 313 
compensation for drop in, 272 
corona on, 278 
deflection of wires in, 295 
economics of, 224 
energy losses in, 260, 262 
entrance of, to power stations, 

145 
equivalent wire spacing of, 268 
formulae for, 257 

convergent series, 269 

Dwight's, 265 

for long lines, 264 

for short lines, 261 
voltage drop in, 256, 262 
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Transmission lines, loading tables 
for, 316 

mechanical strength of, 296 

power factor of, 262 

protection and accessories, 318 

reactance in, 259 

regulation of, 255, 260 

right-of-way for, 186 

sag in wires of, 295 

separation of wires of, 276 

short branches, 256 

temperature rise in, 257 

transposition of wires of, 284 

weather conditions for design 
of, 297 
Transposition of lines, 284 
Turbine, horizontal, 123 

vertical, 122 
Two-phase currents, 250 
Tying wires to insulators, method 
of, 171 



U 



Units, generating, alignment of, 135 
capacity of, 124 
frequency of, 125 
horizontal, 122, 128, 133 
impulse wheel, 138 
number of, 124 
shaft connections of, 126 
vertical, 122, 131, 135 



Ventilation of generators, 9 

Vertical turbines, 122 

Voltage, average of sine wave, 236 

changes in, with generator speed, 
16 

choice of, 4 

efifective of sine wave, 236 

regulation of, 88 

surge, 283 

to neutral, 252 



W 



Water-cooled rheostats, 151, 153 



Water, measurement of quantity of, 
155 
wheels, testing of, 155 
Watt, definition of, 230 
Wattless current, 242 
Wattmeters, 66 

for testing, 154 
Watts output in electric circuits, 

242 
Weakest section of a pole, 190 
Weather conditions for transmissi6n- 

line design, 297 
Weight of ice on wires, 302 
suspension insulators, 173 
switchboards, 80 
wires and cables, aluminimi, 
158, 288 
bi-metallic, 163 
copper, 158, 287 
wood poles, 198 
Wind pressure against wires, 186, 

295, 296, 303 
Windows in power stations, 147 
Wires and cables, aluminum, 158 
areas of, tables, 316, 318 
bi-metallic, 162 

change in length of with tem- 
perature, 297, 301 
clearances of, 295 
coefiEicient of linear expansion 

of, 303 
conditions of loading, 296 
copper, 158 
elastic limits of, 303 
elongation of imderstress, 296 
guy, 200 

high-tension, 144 
loading tables for, 316 
method of tying to insulators, 

171 
modulus of elasticity of, 303 
physical characteristics of, 158 

constants of, 303 
quantity carried on reels, 165 
sag in, 295 
separation of, 276 
stringing, 297 
"swing" of, 297 
temperature rise in, 256 
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Wires and cables, tensile strength of, Wires and cables, wind pressures 
303 against, 187 . 

tension in, 295, 296, 302, 304, Woods suitable for poles, 191 

305,308,311 
transposition of, 284 Y 

weights of, tables, 287, 288 

of ice on, 302, 306 Y connection of circuits, 44 
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